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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9296 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  Date  Sampled  10/2/97 

San  Francisco,  CA    94124  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

3A 

<  1.0 

1.0 

Micro  49296-01 

DRINKING  FOUNTAIN 

1ST  FLOOR  HALL  /  SOUTH  END 

FIRST  DRAW 

Client 

3B 

1 .4 

1.0 

Micro  49296-02 

DRINKING  FOUNTAIN 

1  ST  FLOOR  HALL  /  SOUTH  END 

FIRST  DRAW 

Client 

3C 

1 .4 

1.0 

Micro  49296-03 

DRINKING  FOUNTAIN 

1ST  FLOOR  HALL  /  SOUTH  END 

FIRST  DRAW 

Client 

BLANK 

<  1.0 

1.0 

Micro 

BLANK 

49296-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aha^si^sj^  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>-Sa)5ples~aTe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 

2       47602  SFPL:ECONO  JRS 
219  12/21/01  64 


Page 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STARR  KING  ES 


Micro  Log  In     4  7  5  2  3 
Total  Samples  1  4 
Date  Sampled  8/16/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

STARR  KING  1 

Micro  47523-01 

SINK  FAUCET 
KITCHEN  ROOM  017 

10.5 

1 .0 

Client 

STARR  KING  2 

Micro 

47523-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXTERIOR  NEAR  T-600 

3.2 

Client 

STARR  KING  3 

Micro  47523-03 

SINK  FAUCET 
ROOM  009 

3.8 

1.0 

Client 

STARR  KING  4 

Micro  47523-04 

SINK  FAUCET 
ROOM  005 

3.1 

1.0 

Client 

STARR  KING  5 

Micro 

47523-05 

1.0 

DRINKING  FOUNTAIN 
ROOM  003 

2.7 

Technical  Supervisor:     ^  ^^-~^^~^-<AU.   9/5/97  Analyst:   !JL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     47  52  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES  Date  sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

STARR  KING  6 

58.5 

2.0 

Micro  47523-06 

DRINKING  FOUNTAIN 
ROOM  001 

Client 

STARR  KING  7 

15.8 

1.0 

Micro  47523-07 

DRINKING  FOUNTAIN 
ROOM  113 

Client 

STARR  KING  8 

1 1 .4 

1.0 

Micro  47523-08 

DRINKING  FOUNTAIN 
ROOM  114 

Client 

STARR  KING  9 

8.7 

1.0 

Micro  47523-09 

DRINKING  FOUNTAIN 
HALL  -  SOUTH 

Client 

STARR  KING  10 

2.9 

1.0 

Micro  47523-10 

DRINKING  FOUNTAIN 
HALL  NEAR  ROOM  201 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    475  2  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES  Date  Sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

STARR  KING  11 

30.6 

1.0 

Micro  47523-11 

DRINKING  FOUNTAIN 
HALL  NEAR  LOUNGE 

Client 

STARR  KING  12 

1  0.0 

1.0 

Micro  47523-12 

DRINKING  FOUNTAIN 

HALL  NEAR  BOYS'  RESTROOM 

Client 

STARR  KING  13 

20.9 

1.0 

Micro  47523-13 

DRINKING  FOUNTAIN 

HALL  NEAR  GIRLS'  RESTROOM 

Client 

STARR  KING  BL 

<      1 .0 

1.0 

Micro 

BLANK 

47523-14 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


:.T.  14.  1997  12:15PM 

/T\  Sequoia 
Analytical 


NO.  716?     F.  4 6 / ? 6 

680  Chesapeake  Drive  Redwood  City.  CA  940*3       (650)  364-9<5O0  FAX  (650)  364-9233 

404  N.  Wlget  Lane  Walnut  Creek,  CA  94598      (510)  988-960Q  fVOC  (510) 

8  19  Striker  Avenue,  Suites     Sacramento,  CA  958S4  (916)951-9600  FAX  (916)  921-0100 


iillllllliiiiei^ 

iSFUSD 


1 1551  Newcomb  Ave..  Rm.  103 
m  San  Francisco,  CA  94124 


Client  Proj.  ID:  King  ES 
Lab  Proj.  ID;  9710480 


Sampled:  10/03/97  § 
Received:  10/09/97  ! 
Analyzed:  see  below 


!!!  Attention:     Bruce  Giannlni  Reported:  10/14/97 

i'WiaiF  ■   n   :.; .  .'i  i:iM,--=h-r  ^f^i.iLi.:.=-:u^  .J  :.  ••In-  iiillllk  •;f!!lti;»!s~=S^?;r;mtNsfc~s==.:^-?rT-tJU,i;._ :.MUUIi;---nr^:^lin!iT;^^Mfimr^H=^i=ii^F" 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-01 

Sample  Desc  :  LIQUlD,King  ES  6-A 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Lab  No:  9710480-02 
Sample  Desc  :  LIQUID, King  ES  6-B 


Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Analyles  reported  as  N.D.  were  not  present  above  the  stated  limit  ot  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page. 


10/14/97     11:58         TX/RXN0.0298         P. 046 


u:  iorivi 


Sean  fv  a 
I" 

Analytical 


6B0  Chesapeake  Drive 

404  N  Wget  Lane 

8!9  Striker  Avenue,  Syjie  8 


Redwood  Qry.  CA  94053 
Walnut  Creek,  CA  9459B 
Sacramento,  CA  95834 


1.T  A 

wu. 


10  ! 


(350)  364-9600 
(510)  988-9600 
(916)  931-9600 


t  n  /no 

1  I  /  ( 0 


FAX  (6S0)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


11!  SFUSD 

J,1  1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


ilUIIII|li,„.;.:__;»!"::|||||Hii': 


hmiiwe 

" !  - 1 !  j  i  in  i  - 


5  Attention: 

mm 


Bruce  Giannlnl 


Client  Proj.  ID:  King  ES 
Lab  Pro).  ID:  971O480 


lllliii  „!!.'!HHifes 


Tin?- : 


-imniiil 


lilhi  


Sampled:  10/04/97  pi 
Received:  10/09/97  | 
Analyzed:  see  below  1 

Reported:  10/14/97  Hi 

nr'Hiiisn^BiiiiittE  


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-03 
Sample  Desc  :  LIQUID,King  ES  6-C 

Lead 


mg/L 


10/11/97 


0.0050 


0.0050 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     E  LAP  #1210 


Sheila  Flynn 
Project  Manager/ 


10/14/97     11 :58         TX/RX  NO. 0298 


i  y  2 


n     in     i  my 


/T\  Sequoia 
Analytical 


6B0  Chesapeake  Drive  Redwood  City,  CA  94053 

404  N.  Wiget  Lane  Walnui  Creek,  CA  94598 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95934 


KG.  716' 


(650)  364.9600 
(510)  9B8-9600 
(916)  971-9600 


in  /no" 

r. 


FAX  (650)  364-933 i 

FAX  (510)  988-9673 
FAX  (916)  911-0100 


iii  5FUSD 


—Hsninir 


  'Miiim      -  -"lllllii;,--  -  .—HiiiiiiKiE^E-sciuifis-.,"   .  >  """nm,,;  nEr=i2^Mi[DC:s:==i=,s:;i[i!i==r=:==:-iiuii;i^==^" 

'"llfe= .-  ^!!«lilliln     -    'n'imirT^£~;as!!iWPimiH=i^^iiiii!!^:^:::!lliir"   ■  ;-•  ;;,!!!!  3imi'=SB~?!9H«a!!-!ii2.  -niHIlim  I'---:':'"'!  i, --^"""!:tlmn™S':i":'!!!lli 

KingES  Sampled:  10/03/97  I 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  iii 

|  San  Francisco,  CA  94124                Lab  Proj.  ID:  9710480  Analyzed:  see  below  [0 


=!  Attention:     Bruce  Glannini 

UfeS-S  K-TlflllBlllli.  .  ^fglWHIl  -  -1       J|Sllllllir-  -  ^--aiMBIi^f  5^=jj|i 


hue-  ^  :  ijmn; ,..„hiik 


— mite; 


i'i!lll;r.. :  nuilli,- .:  ■  : :  liiifiiiiiiir 


Reported:  10/14/97  i 


I 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
LimH 


Sample 
Results 


Lab  No:  9710480-04 
Sample  Desc  :  LIQUID,King  ES  7-A 

Lead 


mg/L 


10/11/97 


0.0050 


0.0090 


Lab  No;  9710480-05 
Sample  Desc  :  LIQUlD.King  ES  7-B 

Lead 


mg/L 


10/11/97 


0.0050 


0.010 


Analytes  reported  as  N.D.  vvere  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager/ 


Page: 


10/14/97  11:58 


TX/RX  NO. 0298 


P.  048 


uvi. 


<  n  r*  n 
1  33  f 


ions 


££>  Seq 


uoia 
Analytical 


680  Chesapeake  Drive 

404  N  Wiget  Laiw 

619  5trlker  Avenue,  Suite  8 


Redwood  City,  CA  $4065 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95834 


KU  f  10  I 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


r.    4S/  fO 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  91I-010O 


SFUSD 


muni:;: 


1 1551  NewcombAve.,  Rm.  103 
1  San  Francisco,  CA  94124 

jj  Attention.     Bruce  Gianninl 


Client  PropD;  King  ES 
Lab  Proj.  ID:  9710480 


Sampled:  10/04/97  1 
Received:  10/09/97  % 
Analyzed:  see  below  i 


Reported:  ioy  14/97  | 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analysed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-06 
Sample  Desc .  LIQUID, King  ES  7-C 

Lead 


mg/L 


10/11/97 


0.0050 


0.011 


Analytss  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


10/14/97  11:58 


TX/RX  NO. 0298  P. 049 


\S\il.  11.  I  33  f 


(  cur 

ions 


 .j , — — 

Analytical 


6B0  Chesapeake  DrWe  Redwood  Oty.  CA  94063 
404  M.  Wget  L»nc  Walnut  Creek,  CA  94598 

319  S?rikcr  Avenue,  Suite  9     Sacramento,  CA  95834 


SU,  flDf 


(650)  364-9600 
(5l0)  988.9600 
(916)  921-9600 


r  n  /  n  r- 

3U/  (0 


FAX  (650)  364.9133 
FAX  (5)0)  988-9673 
FAX  (916)  92N0100 


:t:n;ihur  ._  ?~:r^?iihT.-  -=-.-:--  •liV'iiiiii.^u^  ^sb  ihUL-iEi.  l.    m.u'i.        -MnilliHassasianitlisssss  iuii  .    "ups::!  s  :e  man.. : 


3H||fc5E===8iii/i5 


ISFUSD                                         Client  Proj.  ID-    "KingES  "  Sampled:"  10/03/97 

!l!  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  w 

i|i  San  Francisco,  CA  94124                Lab  Proj.  ID:  9710480  Analyzed:  see  below  I 

a  !§ 

'ii  Attention:     Bruce  Giannini  Reported:  10/14/97  jjj 

LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710480-07 

Sample  Desc  ;  UQUID,King  ES  1 1-A 

Lead  mg/L  10/11/97  0  0050  N.D. 


Lab  No:  9710480-08 

Sample  Desc  :  UQLMO.King  ES  11-B 

Lead  mg/L  10/11/97  0.0050  N.D. 


Art&lytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97     11:58         TX/RXN0.0298         P. 050 


npj     i  j     (  nnn     (Oil  CD,,! 

OCT.  [4.  193/  ii<  1  oral 


Sequoia 
'-"""*-  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wiget  Lane  Walniu  Creek,  CA  94598 

8 19  Striker  Avows,  Suite  S    Sacramento,  CA  95834 


BV.  f  1  0  ( 


(650)  364-9600 
(5 10)  988.9600 
(916)  921-9600 


n      r  1  /vp 

r.   01/  (0 


FAX  (650)  364-9233 
FAX  (510)  9B8-9673 
fAX(9l6)  921-0100 


s  "    jmiiiKi5ff-^s-"ii'UiiintimC-^!!!mmiir„^==  - »  <*& . .  i  xinki   iiifl!nis==i=3;aii,LF,£~  =ai  ussiE&i  aemi.ii.-r  =-  m  -  -  iiwiiwiseHS  hiWU-.?  -  a»»  bksss  =aij]iiUi„,.,--  hjihim;.  .^"iilu......  -imi. 

iijSFUSD  Client  Proj.  ID:     KingES  Sampled:  10/04/97  ™. 

S!  1551  Newcomb  Ave.,  Rm,  103  Received:  10/09/97  jjj 

iil  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710480  Analyzed:  see  below  | 

iii  Attention:      Bruce  Qlannini  Reported:  10/14/97  I 

lillliLJjlllM 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No.  9710480-09 

Sample  Desc  :  LlQUID,Kmg  ES  11-C 

Lead 


mg/L 


10/11/97 


0.0050 


0.011 


Lab  No:  9710480-10 

Sample  Desc  :  LIQUID. King  ES  11-C  (duplicate) 


Lead 


mg/L 


10/11/97 


0.0050 


0.010 


Analytes  reported  as  N.D.  were  riot  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Mage- 


10/14/97     11:58         TX/RXN0.0298         P. 051  ■ 


OCT.  14.  1 9a  f  \c\  ions 


Sequoia 
Analytical 


680  Chesapeake  Drive 

404  M,  Wiget  Lane 

8 1 9  Strikei-  Avenue,  Suiie  8 


Redwood  City.  CA  94063 
Walnut  Deck,  CA  94598 
Sacramento,  CA  95834 


n  i  n  r 
I  10 


(650)  364-9600 
(510)  988.M00 
(916)  921.9600 


i//  ro 


PAX  (650)  364-9233 
FAX  (SlQ)  988-9673 
FAX(?16)  921-0100 


!;  #T :  ^^mm&^    ■  i  i^liiliiraiSill^^^i^: j:,^:, ' ..  .  ,  ij:  .. : .:  •  • ;  ••••  •;• .  v?,    .S^lilS.::  .  ,,  v-  • . .  ,, ;;;;  •••:.:•  ^ai^a 

;:  SFUSD                                       Client  Proj.  ID:     King  ES  Sampled:  10/03/97  § 

jjj  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  |!l 

i  San  Francisco,  CA  94124                  Lab  Proj.  ID:  9710490  Analyzed:  see  below 


^Attention:      Bruce  Giannini  Reported:  10/14/97 

'--        ..Minimise  :-:  ^xw\niir~~-~=:pi\\>U\\j-..-.--;  -  : .;;  ill  •  -—  -  ":'| '   cv.:  ';i  ■= .  -.    _•  mil,.  •  -_        •••  ■        ■  :■  -i;  usssiSiraffoililaSi?  =  ■  .  :  ml  ':  _  -1  - 


LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9710480-11 

Sample  Desc  :  LIQUID, King  ES  Blank 

Lead                                       mg/L                10/11/97  0.0050  N.D. 


Anatytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


10/14/97    11:58         TX/RX  NO. 0298         P. 052 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4774  2 

S.F.U.S.D.  Total  Samples  8 

FRANCIS  SCOTT  KEY  ES  Date  Sampled  8/19/97 

Date  Received  8/2  5/9  7 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
FIRST  F 
FIRST  C 

1 

47742-01 

•iG  FOUNTAIN 

LOOR  KITCHEN  BY  STAIRS 

IRAW 

9.7 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

2 

47742-02 
ttlCET 

LOOR  KITCHEN 
IRAW 

2.9 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

3 

47742-03 

*JG  FOUNTAIN 

LOOR  HALL,  SOUTH  END 

IRAW 

14.2 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

4 

47742-04 

MG  FAUCET 

DOR  HALL,  SOUTH  END 

>RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Ft 
1STFLC 
FIRST  [ 

5 

47742-05 
VUCET 

30R  ADMIN.  LOUNGE 
)RAW 

2.9 

1.0 

Technical  Supervisor     -4  Lt — — ^   -977/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irTafinking  water  by  the  California  Department  of  Health  Services,  Environmenial 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47641 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  M.L.  KING   MS  Date  Sampled  8/21/97 

San  Francisco,  CA    94124  Date  Received  8/2  1 /9 7 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<       1  .0 

1.0 

Micro 

BLANK 

47641-01 

Client 

3 

<      1 .0 

1.0 

Micro  47641-02 

SINK  FAUCET 

FIRST  FLOOR  -  FACULTY  ROOM 
ROOM  103 
FIRST  DRAW 

Client 

4 

1 .2 

1.0 

Micro  47641-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR 
UNDER  STAIRWAY 
NEXT  TO  ROOM  126 

Client 

7 

3.7 

1.0 

Micro  47641-04 

SINK  FAUCET 

FIRST  FLOOR  INSIDE  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

8 

5.3 

1.0 

Micro  47641-05 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  GYM  BATHROOM 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadlariatysis-m  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificErte-lMOS?.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47641 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  M.L.  KING   MS  DateSampied  8/21/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

9 

7.5 

1.0 

Micro  47641-06 

DRINKING  FOUNTAIN 

UPPER  LEVEL  GYM  -  BASKETBALL  COURT 

FIRST  DRAW 

Client 

1  0 

3.1 

1.0 

Micro  47641-07 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  BATHROOM  GYM 

FIRST  DRAW 

Client 

1  1 

4.2 

1.0 

Micro  47641-08 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM 

FIRST  DRAW 

Client 

1  2 

2.2 

1.0 

Micro  47641-09 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM  - 

BATHROOM 

FIRST  DRAW 

Client 

1  4 

4.1 

1.0 

Micro  47641-10 

DRINKING  FOUNTAIN 

UPPER  LEVEL  BASKETBALL  COURT 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leackara#sis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4793  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA  94124  n  ,  „    .   .  0<on/n, 

Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47937-01 

1  n 
I  .u 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

O  1 

£.  m  I 

Client 

2 

=  :  .           _ .  ... 

-— — — 

Micro 

47937-02 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

2.3 

Client 

3 

Micro 

47937-03 

16.0 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

FIRST  DRAW 

Client 

4 

Micro 

47937-04 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

7.3 

Client 

5 

Micro 

47937-05 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

9.2 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Tortead-fcnalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  793  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  ^.  □    ■  ^  o/™,,^ 

'  Date  Received  8/2  9/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

2.4 

1.0 

Micro  47937-06 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

Client 

7 

17.1 

1.0 

Micro  47937-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  RM(026B) 
FIRST  DRAW 

Client 

8 

5.4 

1.0 

Micro  47937-08 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (193) 

FIRST  DRAW 

Client 

9 

2.8 

1.0 

Micro  47937-09 

MULTIPLE  DRINKING  FOUNTAIN 
YARD 

FIRST  DRAW 

Client 

1  0 

4.3 

1.0 

Micro  47937-10 

MULTIPLE  DRINKING  FOUNTAIN 
YARD 

FIRST  DRAW 

Technical  Supervisor:     /  fc-^'- — ^x^1-         9/4/97  Analyst:  

Farid  Ramezaqiadeft>M<S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead__analyBts-in'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  937 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  DateSampied  8/21/97 

San  Francisco,  CA  94124  n  ,  D    .  . 

'  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
FACUL1 
FIRST  I 

1  1 

47937-1 1 
UICET 

rY  LOUNGE  RM  (039 A) 
(RAW 

<     1 .0 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

1  2 

47937-12 

UICET 
N  RM  (037) 
)RAW 

<     1 .0 

1.0 

Client 
Micro 

BLANK 

1  3 

47937-13 

<     1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


Ali 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f6TTeacTanalysis_in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49317 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49317-01 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


Client 


Micro  49317-02 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


Client 


Micro  49317-03 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


Client 


2A 


Micro  49317-04 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 


Client 


2B 


Micro  49317-05 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 


6.5 


4.5 


3.4 


2.0 


<      1 .0 


1.0 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artalysis  in  drifiKTng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAFAYETTE  ES 


Micro  Log  In    4  9317 
Total  Samples  6 
Date  Sampled   10/5/9  7 
Date  Received  10/8/9  7 
Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

Micro 

49317-06 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacHioaJSpis  rcwdrinhing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  27.  1  997   4:36PM  NO.  5294    F.  32/44 


/T\  Sequoia 
Analytical 


680  Ches»pe»»ce  Drive  Redwood  City,  CA  94063      (650)  364-9600  fAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988-9673 

819  Striker  Avenue,  SuiteB    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


iiiiHBimiiiiiiiiwuiMiisiiiHiiiiiMititiifflll 

1 SFUSD 
5  1551  Newcomb  Ave.,  Rm.  103 

I  San  Francisco.  CA  94124 

a 
m 

S  Attention:     Bruce  Glannlnf 

imiuiniiK  '  " 


Client  Proj.  ID:  Lake  Shore  Hem. 
Lab  Proj.  ID:  9708B83 


Sampled:  08/16/97  % 
Received:  08/22/97  | 
Analyzed:  see  below  ffl 


LABORATORY  ANALYSIS 


Analyts 

1  Infra 

Date 
Analyzed 

L?0i0Ciion 
Limit 

oBmpie 
Results 

Lab  No:  9708B83-01 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Lab  No:  9708683-02 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B83-03 

sample  uesc :  LicjuiD,l_akesnore^2  (DUP) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B83-04 
Sample  Desc :  LIQUID, Lakeshore-3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B83-05 
Sample  Desc :  LIQUID,Lakeshore-4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B83-06 
Sample  Desc :  UQUID,Lakeshore-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B83-07 
Sample  Desc :  LIQUID,Lake3hore-6 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

AnaJytes  reported  as  N.D.  were  rot  present  above  the  stated  limit  oi  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pago. 


08/27/97     17:27         TX/RX  NO. 9248         P. 032 


AUG.  27.  199?   4:37PM  NO.  5294     P.  33/44 

/T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

404  N  Wiget  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  9BB-9673 

8 19  Striker  A-enue,  Suite  8    Sacramento,  CA  95834  (916)921-9600         FAX  (916)  911-0100 


SFUSD 

!i!  1551  Newcomb  Ave..  Rm.  103 
g  San  Francisco,  CA  94124 

m 

B 

I  Attention:     Bruce  Gbnnlnl 


wiummjiiimiiiliiiiiiiifiimimiiiilmmlil 

Client  Proj.  ID:     Lake  Shore  Hem. 
Lab  Proj.  ID:  97D8B83 


Sampled:  08/16/97 
Received:  08/22/97  | 
Analyzed:  see  below  i 

a. 

Reported:  OB/27/97  1 

liiiiiiiffiiiiiimiil™lllS 


LABORATORY  ANALYSIS 


AnnlvrtA 

IJnHft 

U1III0 

Udlt; 

Analyzed 

Limit 

Results 

Lab  No:  9708B83-08 
SamDle  Desc  ■  LIQUID. Lakeshora-7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-09 
Sample  Desc  :  LIQUID, Lakeshore-8 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-10 
Samnle  Dwp  •  LIQUID  L-akBshnrn-9 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9708B83-11 

Sample  Desc :  UQUID,Lakeshore-11 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-12 

Sample  Desc  :  LIQUID, Lakeshore-12 

Lead 

mg/L 

08/27/97 

0  0050 

N.D. 

Lab  No:  9708B83-13 

Sample  Desc  :  UQUID,Lakeahore-12  (DUP) 

Lead 

mg/L 

08/27/97 

0.00S0 

N.D. 

Lab  No:  9708B83-14 

Sample  Desc :  LlQUID,Lakeshore-l3 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

4 


D 


A/ialyte9  reported  ae  N.O.  were  not  present  above  the  stated  limh  ot  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


SheHa  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248  P. 033 


AUG. 


997  4:37PM 


NO.  5294    F.  34/44 


/TN  Sequoia 
Analytical 


680  CH«apeake  Drive 

404  N.  Wlfi«t  Un? 

8 19  Striker  Avenue,  Svltc  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  911-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX(916)SW-0»00 


ISFUSD 
1 1551  Newcomb  Ave..  Rm.  103 
g  San  Francisco,  CA  94124 


itriuiini   — —   

Client  Proj.  ID:  Lake  Shore  Bern. 
Lab  Proj.  ID:  9708B83 


Sampled:  08/16/97 
Received:  08/22/97  1 
Analyzed:  see  below  i 


S  Attention:     Bruce  Giannini 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B83-15 

Sample  Desc :  LIQUID, Lakcshore-1 4 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-16 

Sample  Desc :  UQUID,lakeshore-15 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-17 

Sample  Desc :  UQUID,l_ake9hore-16 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

UbNo:  9708B83-18 

Sample  Desc :  UQUlD,Lakeshore-17 

Lead 

mg/L 

08/27/97 

0-0050 

N.D. 

Lab  No:  9708883-19 

Sample  Desc :  UQUID,Lakeshore-ia 

Lead 

mg/L 

08/27/97 

0  0050 

N.D. 

Analytea  reported  ae  N.D.  were  not  present  above  We  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/27/97  17:27 


TX/RX  NO. 9248         P. 034 


I 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In    4  945  6 
Total  Samples  9 
Date  Sampled  10/9/97 
Date  Received  10/10/97 
Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F/ 
DROP  II 

1 

49456-01 
UICET 

1  KITCHEN  SINK 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
DROP  II 

2 

49456-02 
UJCET 

4  RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
ART  RC 

3 

49456-03 

UICET 
OOM  SINK 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
STAFF 

4 

49456-04 

UICET 
RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
MEDIC/ 

5 

49456-05 
UICET 

U.  CLINIC  RESTROOM 

1 .4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forree*Larialysis~Tn-«mnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In    4  94  5  6 
Total  Samples  9 
Date  Sampled  10/9/97 
Date  Received  10/10/97 
Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  49456-06 

SINK  FAUCET 

AFTER  CARE  RESTROOM 

2.0 

1.0 

Client 

7 

Micro  49456-07 

SINK  FAUCET 

AFTER  CARE  KITCHEN 

1.1 

1.0 

Client 

8 

Micro 

BLANK 

49456-08 

<      1  .0 

1.0 

Client 

9 

Micro  49456-09 
SINK  FAUCET 

MEETING  ROOM  RESTROOM 

97.4 

3.3 

Technical  Supervisor:  1 ±Z—    V~~~V-j^  ^10/10/97         Analyst:   !1  

Farid  Rarneranzadefi^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foYJejad^naJysis  in  chunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>Samp1es  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP 


997  3:38PM 

Sequoia 
-   -  Analytical 


NO.  532?  F 


6B0  Chesapeake  Drive  Redwood  City,  CA  94Q63 

404  N.  Wl$«  Unc  Watrnn  Cr«eV,  CA  94598 

Bl9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834 


(650)  3«4-9<5O0 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (5 10)  988-9673 
FAX  (916;  921-0100 


n-,;;^liinujinas= 


IBiPIIiillS 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

1  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Las  Americas  C.C. 
LabProj.  ID:  9709176 


Sampled:  09/05/97  jj| 

Received:  09/05/97  I 

Analyzed:  see  below  jjj 

Reported:  09/1 1 /97  1 


lutuiuiiiimnimiunmuiSSB 


Analyte 


LABORATORY  ANALYSIS 

Unita  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:          97091 75-01 
Sample  Desc  LIQUID,  1 

Lead 

mg/L 

09/11/97 

0.0050 

0.0053 

Lab  No:  9709175-02 
Sample  Desc :  LIQUID, 2 

Lead 

mg/L 

09/11/97 

0.005O 

N.D. 

Lab  No:  9709175-03 
Sample  Desc :  LIQUID.3 

Lead 

mg/L 

09/11/97 

0.0050 

N.D. 

Lab  No:  9709175-04 
Sample  Desc :  LIQUID.4 

Lead 

mg/L 

09/11/97 

0.0050 

0.011 

Lab  No:  9709175-05 
Sample  Desc  :  UQUID,4  duplicate 

Lead 

mg/L 

09/1 1/97 

0.0050 

0.011 

Lab  No:  9709175-06 
Sample  Desc :  UGUID,5 

Lead 

mg/L 

09/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager. 


Page 


09/11/97    16:39         TX/RX  NO. 9546         P. 002 


I 


I 


I 


I 

I 
I 

I 
I 


SEP-29-98  TUE  03:43  PM 


FAX  NO. 


P.  02/27 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in  60461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES 

Date  Sampled  9/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/98 

Data  Analyzed  9/2  4/98 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  IP   (ppb)  (ppb)   


Client 

Micro 

drinking 
halfway 

LAWTON  1 

60461-01 
fountain 

■Bitot  auditorium 

1 

1 

Client 

Micro 

drinUns 
emu  fp 

LAWTON  2 

60461-02 

[fountain 
vn  rrn.  S2  hal 

1 

1 

Client 
Micro 
cmaafh 

LAWTON  3 

60461-03 
1  fountain 
vr.  232  r  hall 

3 

1 

Client 

Micro 
ahtknu 

LAWTON  4 

60461-04 
cat,  cana  room  23S 

7 

1 

Client 
Micro 

■WtfBU 

LAWTON  5 

60461-05 
cat,  daw  room  234 

5 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  IbHdad  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environment 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  16th  edition,  1J>»2,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  io  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLJS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


StP-29-98  TUE  03:43  PH 


FAX  NO. 


P.  03/27 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    6  0461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Date  Sampled  9/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/98 

Dale  Analyzed  9/24/98 


Client  Sample  ID 


Lead  Concentration 


Detection 
Limit 
(ppb) 


Comments 


Client 

Micro 
•)nk  fan 

LAWTON  6 

60461-06 
sat,  clan  room  237 

1  9 

1 

Client 
Micro 

drinking 

LAWTON  7 

60461-07 

fountain,  lull  By  1401 

2 

1 

aient 

Micro 

drinkkif 

LAWTON  8 

60461-08 
f  fountain,  nM  by  140  r 

3 

1 

Client 

Micro 
drinkfnr, 

LAWTON  9 

60461-09 
l  fountain,  hall  by  13« 

<  1 

1 

Client 
Micro 

LAWTON  10 

60461-10 
cat,  230 

8 

1 

Technical  Supervisor:    *?-   Sa^ZT^ — 9/29/98        Analyst:  _ 

Fartd  RamBiWatteh.^LS.         Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  leadatralysls  InWhking  water  by  the  California  Department  Of  Health  Sorvtcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037-  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Water  and  Wastewater,  IBth  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  wilh  the 
approval  of  Mlcm  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLfS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  03:43  PM 


FAX  NO. 


P.  04/27 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113D 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm«  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In  60461 
Total  Samples  47 
Date  Sampled  9/22/9  8 
Date  Received  9/22/98 
Date  Analyzed  9/24/9  8 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

Binlc  fpui 

LAWTON  11 

60461-11 
art,  236 

<  1 

1 

Client 
Micro 

•Ink  fun 

LAWTON  12 

60461-12 
est,  232 

7 

1 

Client 

Micro 
•Ir*  to* 

LAWTON  13 

60461-13 
6*233 

3 

1 

Client 
Micro 

•talc  (Ml 

LAWTON  14 

60461-14 
out,  134 

5 

1 

Client 
Micro 

abiktai 

LAWTON  15 

60461-15 
Cf4,133 

6 

1 

Technical  Supervisor: 


2jL 


Farid  Ram» 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead 


9/29/98  Analyst: 


FR 


leh,  ffi^S^      Date  Reported 

nuMw  niiaijuwji  uwuiBwiws,  niKi  ia  abbiouiiDu  iwi  iobu  analysis  In  dflnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analysed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 130  (Standard  Methods  for  the  Examination  of  Waler  and  Wastewater,  18th  edition,  19B2,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  TWs  report  must  not  be  reproduced  except  In  full,  with  mo 
approval  Of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


L 


SEP-29-98  TUE  03:43  PM 


FAX  NO. 


P.  04/27 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In  60461 
Total  Samples  47 
Date  Sampled  9/22/96 
Date  Received  9/22/98 
Date  Analyzed  9/24/9  8 


Client  Sample  ID 


Lead  Concentration 
 (ppb)  


Detection 
Limit 
(ppb) 


Comments 


Client 


LAWTON  11 


Micro  60461-11 

»lnk  buoBt,  239 


Client 


LAWTON  12 


Micro  60461-12 
aWc  towel,  232 


Client 


LAWTON  13 


Micro  60461-13 
•Ink  teueet,  «3 


Client 


LAWTON  14 


Micro  60461-14 
»ink  faucet,  1S4 


Client 


LAWTON  15 


Micro  60461-15 
link  faucet,  133 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  a 


Analyst: 


FR 


Date  Reported 


.  3I5  in  drinking  water  by  the  California  Department  of  Health  Services,  tnvlronmenuil 
Laboratory  Accreditation  Program  (ELAP),  Certincate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spoctrometry  In 
accordance  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Waler  and  Wastewater.  16th  edition,  1992,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  rho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  10  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  por  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


UL.J  dU     1UL    UO'44  III 


rnA  ixu. 


r.  UO/^f 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0  461 

SFUSD  -  Asbestos  Control  Program  8.RU.S.D.  Tola)  Sampios  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Date  Sampled  9/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/98 

Date  Analyzed  9/2  4/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 
•MtfftU 

LAWTON  16 

60461-16 

C*t,19S 

6 

1 

Client 
Micro 

■  Ink  tan 

LAWTON  17 

60461-17 
a*,  132 

6 

1 

Client 

Micro 
sink  feu 

LAWTON  18 

60461-18 
Dot,ia6 

7 

1 

Client 
Micro 

LAWTON  19 

60461-19 

001,131 

1  0 

1 

Client 

Micro 
iknkfeu 

LAWTON  20 

60461-20 
MA,  138 

4 

1 

Technical  Supervisor: 


Date  Reported 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analyst  in  drinking  water  by  the  California  Department  of  Hoalth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CerMeato  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Method6  lor  the  Examination  ol  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Assoda  Ion.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  Ml.  with  the 
approvals  Micro  AnaJyt.ee!  Laboratories,  Inc.,  and  pertains  only  lo  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

SSOO  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0B24 


SEP-29-98  TUE  03:44  PM 


FAX  NO. 


P.  06/27 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in   6  0461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  Samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Dale  Sampled  9/22/98 

San  FranciSCO,  CA    94124  Date  Received  9/22/9  6 

Dato  Analyzed  9/24/98 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID   (ppb)   (ppb)  


Client 
Micro 

•Ink  drlr 

LAWTON  21 

60461-21 
ridng  Tountafri  139 

3 

1 

Client 
Micro 

akikta» 

LAWTON  22 
60461-22 

3^.139 

4 

1 

Client 

Micro 
■bikdrb 

LAWTON  23 

60461-23 
ildno  fountain,  140 

3 

1 

Client 

Micro 
•htkfcu 

LAWTON  24 

60461-24 
cat,  140 

5 

1 

Client 

Micro 
■Inkdri 

LAWTON  25 

60461-25 
iMna  fountain,  141 

2 

1 

3J= 

Farld  R 


Technical  Supervisor:     tl  ^^^*T^rZ~^<-^-^/     9^29^98  Analyst:  

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leaffTrrrSlysIs  in  drinking  wator  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (FLAP),  Certilicale  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spoctromolry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopt  In  full,  with  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  ■  (510)  653-0624 


SfcF-29-88  TUt  U3:4b  PM 


KAX  NO. 


P.  U7/| 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


PRO  J  ECT:  Micro  Log  in    6  0461 

S.F.U.S.D.  Total  Samples  47 

LAWTON  ES  Dale  Sainplecl  9/22/98 

Date  Roeolvod  9/22/98 
Date  Analyzed  9/24/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

LAWTON 

26 

Micro  60461-26 
•We  faucet,  141 

2 

1 

Client 

LAWTON 

27 

Micro  60461-27 
drinkkig  fountain,  Mil  by  031  r 

2 

1 

Client 

LAWTON 

28 

Micro  60461-28 
drinking  fountain,  hail  by  oai  I 

2 

1 

Client 

LAWTON 

29 

Micro  60461-29 

multiple  drinking  fountain 
hill  aeroaa  from  caMarta  r 

3 

1 

Client 

LAWTON 

30 

Micro  60461-30 

muJUpla  drinking  fountain 
hall  MNM  from  cfdataria 
aouth  1 

1 

1 

1063 

SFUSD  ■  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  weler  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  8amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  wilh  Method  3113B  (Standard  Methods  lor  the  Examination  or  Water  and  Wastewater,  16lh  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  ■  (510)  553-0824 


SEP-29-98  TUE  03:45  PM 


FAX  NO. 


P.  08/27 


Pago  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063  PROJECT:  Micro  Log  In    604  61 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Date  sampled  9/22/98 
San  Francisco,  CA  94124 


Data  Received  9/22/9  8 
Dale  Analyzed  9/24/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

multiple 
cafe** 

LAWTON  31 

60461-31 

drinking  fountain 
laoulti 

2 

1 

Client 

Micro 

multiple 
cafcterti 

LAWTON  32 

60461-32 

drinking  fountain 
i  north 

4 

1 

CliBnt 
Micro 

etokdrii 

LAWTON  33 

60461-33 
itdng  fountain,  031 

41 

1 

Client 
Micro 

■ink  tail 

LAWTON  34 

60461-34 
Bit  Ui 

4 

1 

Client 

Micro 
elntcdrt 

LAWTON  35 

60461-35 
nldng  fountain,  032 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (EUAP),  Certificate  N10S7.  Samples  are  analyzed  by  Graphile  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  pollution  Control  Federation).  This  report  must  not  be  reproduced  except  tn  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  a  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  03:46  PM 


FAX  NO. 


P.  11/27 


Page    1  0 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

PROJECT:  Micro  Log  In    6  0  461 

S.F.U.S.D.  Total  Samples  47 

L  AWT  ON  ES  Dale  Sampled  9/22/98 

Dato  Received  9/22/98 
Dale  Analyzed  9/24/98 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 

Lead  Concentration                   Limit  Comments 
Client  Sample  ID  (ppb)  (Ppb)   


Client 
Micro 

multiple 

LAWTON  46 

60461-46 

drlnkkio  fountain 
jnd  a 

<  1 

1 

Client 

Micro 

muttipk 
pl*yg«> 

LAWTON  47 

60461-47 

t  drinking  founlaki 
undnw 

<  1 

1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  tha  California  Department  of  Health  Services,  Environmonial 
Labors  lory  Accreditation  Program  (ELAP),  Certificate  41037.  Samples  are  analyzed  by  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  musl  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  tha  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

5FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
Jan  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In    6  0  8  6  9 
Total  Samples  2 
Date  Sampled   9/22/9  8 
Date  Received  10/5/98 
Date  Analyzed  10/6/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

LAWTON 

6A 

Micro  60869-01 

SINK  FAUCET,  237 

9 

1 

Client 

LAWTON 

33A 

Micro  60869-02 
sink  drinking  fountain,  031 

3 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaafTalysTs  irTdriakibg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 
I 


Page  1 

I  MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4794  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  DateSampied  8/23/97 

San  EranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

#  1 

12.2 

1.0 

Micro  47942-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTH  SIDE 
INITIAL  DRAW 

Client 

#  2 

<      1 .0 

1.0 

Micro  47942-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTHWEST 
INITIAL  DRAW 

Client 

#  3 

<  1.0 

1.0 

Micro  47942-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  WEST  SIDE 
INITIAL  DRAW 

Client 

#  4 

1 .6 

1.0 

Micro  47942-04 

DRINKING  FOUNTAIN 
ROOM  001  BASEMENT 
INITIAL  DRAW 

Client 

#  5 

1  .6 

1.0 

Micro  47942-05 

DRINKING  FOUNTAIN 
CORRIDOR  C90  -  BASEMENT 
INITIAL  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for TeatTarialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                             PROJECT:  Micro  Log  In  47942 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/9  7 

San  Francisco,  CA    94124  Date  Received  8/29/97 


Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  6 

<     1 .0 

1.0 

Micro  47942-06 

DRINKING  FOUNTAIN 
CORRIDOR  C90S,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  7 

<      1 .0 

1.0 

Micro  47942-07 

DRINKING  FOUNTAIN 
CORRIDOR  C90N,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  8 

1  .0 

1.0 

Micro  47942-08 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  9 

<      1 .0 

1.0 

Micro  47942-09 

DRINKING  FOUNTAIN 
CAFETERIA  130, 1ST  FLOOR 
INITIAL  DRAW 

Client 

#  10 

16.7 

1.0 

Micro  47942-10 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  143, 1ST  FLOOR 

INITIAL  DRAW 

Technical  Supervisor: 


9/7/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT: 
jFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS 
Jan  Francisco,  CA  94124 


Micro  Log  In    47  94  2 
Total  Samples  1  7 
Date  Sampled   8/2  3/9  7 
Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#  11 

Micro 

47942-1 1 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90  2ND  FLOOR 
INITIAL  DRAW 

3  5 

Client 

#  12 

Micro 

47942-12 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  EAST  SIDE  2ND  FLOOR 

INITIAL  DRAW 

1 .7 

Client 

#  13 

Micro  47942-13 
SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  223  2ND  FLOOR 
INITIAL  DRAW 

1 1 .5 

1.0 

Client 

#  14 

Micro 

47942-14 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90,  THIRD  FLOOR 
INITIAL  DRAW 

2.5 

Client 

#  15 

Micro 

47942-15 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90, 3RD  FLOOR 
INITIAL  DRAW 

2.3 

Technical  Supervisor:    y ■  ^ — ^^-^  9/6/97   Analyst:  

Farid  RameraRzapeKM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  942 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  DateSampied  8/23/97 

San  Francisco,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  j  #16 

Micro  47942-16 

DRINKING  FOUNTAIN 
ROOM  152,  FIRST  FLOOR 
INITIAL  DRAW 

10.6 

1.0 

Client                     #  17 

Micro  47942-17 
BLANK 

<      1 .0 

1.0 

Technical  Supervisor:       y  f-<~ — — 9/6/97  Analyst:   ^±  

Farid  Ra^e^kn^kdeh^MLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  "analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  49319 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  J.  LICKS  MS  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  A 

4.0 

1.0 

Micro  49319-01 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

Client 

1  B 

3.2 

1.0 

Micro  49319-02 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

Client 

10A 

3.8 

1.0 

Micro  49319-03 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

10B 

3.3 

1.0 

Micro  49319-04 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

13A 

1 .2 

1.0 

) 

Micro  49319-05 

SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadlarTaty'sis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  J.  LICKS  MS  DateSampied  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

13B 

1 .6 

1.0 

Micro  49319-06 
SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

Client 

1  C 

3.5 

1.0 

Micro  49319-07 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

Client 

10C 

3.9 

1.0 

Micro  49319-08 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

30 

<      1 .0 

1.0 

Micro 

BLANK 

49319-09 

Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a>ia4yifeSa_diirjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG  25.  199?   3:09PM  NO.  5170     F.  7/23 

-   -  Analytical 


Cpri  1 1 ni  a  680  Chesapeake  Drive  Redwood  Qty,  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

Jt-H  «0<t  N.  Wlget  Lane  Walnut  Crtek,  CA  94598       (SiO)  98B.96O0         FAX  <5i0)  988-9673 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  958 34         (9 1 6)  921-9600         FAX  (916)  921-0100 


 ,  —   ..:  ■    :  •     iiiilHHiililiiiUhlilliMiaHl^  =£=.-j::  :;: ;  :iii:jnn:  Ill 

gSFUSD  Client  ProJ.  ID;     Lillenthal/3630  Divisadero  Sampled:  08/20/97 

S  1551  Newcomb  Ave..  Rm.  103  Received:  08/21  /97  & 

i  San  Francisco,  CA  94124  Lab  ProJ.  ID:  970QA93  Analyzed:  see  below  i 


I  Attention:     Bruce  Giannini 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708A93-01 
Sample  Desc :  LIQUID, Ullenthal  1 

LJoaU 

mg/L 

HQ  /OO  /Q7 

U.UUDU 

Lab  No:  9708A93-02 

Sample  Desc :  UQUID.UIIenthal  1  duplicate 

mg/i_ 

Aft  /OO 

U.UUDU 

m  n 

IM.U. 

Lab  No-  970RA93-G3 
Sample  Desc :  UQUID,Ufienthal  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-O4 

Sample  Desc :  UQUID.UIIenthal  2  duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-05 
Sample  Desc :  UQUID,Ulienthal  3 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No:  9706A93-06 
Sample  Desc .  UQUID,UIienthal  4 

Lead 

mg/L 

08/22/97 

0.0050 

N  D. 

Lab  No.  9708A93-O7 
Sample  Desc :  UQUID.UIIenthal  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.O.  ware  not  prssent  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#i2io 


Sheila  Flynn 
Project  Manager 


Pago: 


08/25/97     16:08  TX/RX  NO. 9188         P. 007 


AUG.  25.  1  997   3:09PM  NO.  5170     P.  8/2 


Qoniinia  680  Chcsapcdw  Dv«v«  Redwood  City,  CA  94063      (650)  364-9600  FAX  (650)  364-92 3 3 

404  N  Wigct  Lane  W»|nu<  Owlc,  CA  94598       (510)  986-9600         FAX  (510)  968-9673 

819  Striker  Avenue.  Suite  3    Sacr»l»ento,  CA  95834  (916)  921-9600  FAX  (916)  911.0100 


;;;;:;i^^tuai;iiKiMBiaaUniiiiiii;i:;:i;;;;r,iM^; 


Sj  SFUSD 

iii  1551  Newcomb  Ave ,  Rm.  103 
1  San  Francisco,  CA  94124 


5  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Ullenthal/3630  Dtvlsadero 
Lab  Proj.  ID:  9708A93 


  lMinuiiiifiiiiifiiiiiiiHiiiin 

Sampled  08/20/97  % 
Received:  08/21/97  g 
Analyzed:  see  below  i 


iinnimiiiiiiiliiiiiiiiiiiiiimnmmsinBmuiDiiiiEmijiiiiiiiiiiiin  iiuiiiiwz 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708A93-08 
Sample  Desc :  LIQUID,Lilienthal  6 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-09 
Sample  Desc :  UQUID,Lilienthal  7 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-10 
Sample  Desc  :  UQUID,Lilienthal  8 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-11 
Sample  Desc :  LIQUID, Lilienthal  9 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No;  9708A93-12 
Sample  Desc  :  UQUID.UIierrthal  10 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-13 
Sample  Desc  :  LIOUID,Lilienthal  11 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-14 
Sample  Desc  .  LlQUID,Li(ierrttial  12 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analyws  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


2 


08/25/97    16:08         TX/RX  NO. 9188         P. 008 


AUG.  25.  1  997   3:09PM                                                                 NO.  5170     P.  9/23 

<vPfl1inia  680  Ovtiapcake  Dilvr  Redwood  Qty,  CA  94063  (630)364-9600  FAX  (650) 

JCL[UWia  404  N.  W.get  Lane  Wat nut  Cittk,  CA  94598  (510)  988-9600  FAX  (510)  988-9679 

AXlcllytiCtll                St"kW  Avemlc'  Su)tc8  Sucramciwo,  CAS>5t34  (916)9219600  FAX  (9l6)  921-OlOG 


■■^Uibb^niniiiiiiiii|[iiinigmnfHiiingjgj|jffifl;| 


| SFUSD 

i  1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 
I 

I  Attention:     Bruce  Giannini 


I » ! » ti » ilmBlnipMnHii  i   i  tttKHM«w»MiHMiiuiiii  unLiiliiiiiiBiniiiiiliiiliH  ii  1 1  um  i  u 

Client  Proj.  ID:    Lilienthal/3630  Divisadero 
Lab  Pro).  ID:  9708A93 


_  HiiiiniinwutiiiiiirtiiiuitiiMMgtwSlMaSI^i 

Sampled:  08/20/97  § 
Receded:  08/21/97  i 
Analyzed:  see  below  a 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:          9708A93-1 5 
Sample  Desc :  LlQUID,Lilienthal  13 

Lead 

mg/L 

no  too /o7 

U.Ul/tJH 

Lab  No.  9708A93-16 
Sample  Desc :  UQUID.Lilienthal  14 

LcaU 

mn  /I 

nR  IW>  /CC7 

Lab  Nrr  Q7DflA93-17 

Sample  Desc :  LIQUID,  Lilienthal  15 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-18 
Sample  Desc :  LIQUID, Lilienthal  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9700A93-19 
Sample  Desc :  LlQUID.Lilienthal  17 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-20 
Sample  Desc :  UQUID.Lilienthal  18 

Lead 

mg/L 

08/22/97 

0.0050 

0.0086 

Lab  No:  9708A93-21 
Sample  Desc :  LIQUID, Lilienthal  19 

Lead 

mg/L 

08/22/97 

0.0050 

ND 

4nalytes  reported  as  N.D.  were  not  present  above  the  slated  limit  of  detection 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Hynn 
3ro)ect  Manager 


Pago: 


08/25/97  16:08 


TX/RX  NO. 9188  P. 009 


AUG.  25.  1  997  3:10PM 


£k\  Sequoia 
Analytical 


NO.  51 70     P.  10/23 


650  Chwaj^ke  Drive  Redwood  City,  CA  94063       (6SO)  364.9600  FAX  (650)  364-9133 

404  NWgetUn«  Walnut  Creek,  CA  94593       (510)  988-9600         FAX  (510)  988-9673 

B19  Striker  A»*x*,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  931.0100 


yj  SFUSD 
H1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Frandsco,  CA  94124 

i 

;  Attention:     Bruce  Glannlnl 


 iijiiuuimiiwumiiiimiiiiniiiHiuunrayiiEaMuaran!]™ 

ntumuiitiiiiiiiniiiii  mi  iiiiiumiiffluiuratuMMiiiimmBBiM^ 


Client  Proj.  ID:  Lilienthal/3630  Divisadero 
Lab  ProJ.  ID:  9708A93 


agatrrrmaiai-tirt-natKrrrf  Hi"  f  ffi.1  "tit  TlnmlHrlmMnHI 


Sampled:  08/20/97  | 
Receded:  08/21/97  f 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9708A93-22 
Sample  Desc  :  LIQUID, Lilienthal  20 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-23 
Sample  Desc  :  LlQUID,Lilierrthal  21 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-24 
Sample  Desc  :  UQUID, Lilienthal  22 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-25 
Sample  Desc  :  LIQUID,Ulienthel  23 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No;  9708A93-26 
Sample  Desc  :  LIQUID, Lilienthal  24 

Lead 

mg/L 

08/22/97 

0.0050 

N.D.  * 

Lab  No:  9708A93-27 
Sample  Desc  :  UQUID.UHenthal  25 

Lead 

mg/L 

08/22/97 

0.0050 

0.032 

Lab  No:  9708A93-28 

Sample  Desc  :  LIQUID.Lilienthal  14  Duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection, 

SEQUOIA  ANALYTICAL     ELAP  #1210 


08/25/97    16:08         TX/RX  NO. 9188         P. 010 


A  I  "\        SpnilOia  680  Chesapeake  Drive         Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9235 

f    ij       W,V~M  404  N.  Wiget  Lane  Walmit  Creek,  CA  94598      (510)  98B-9600        FAX  (510)  988-9673 

W"***-~-^r    An3lytiC3.1  S05kar A/enUC' SuiM*    S^1™*"10'  CA  95834         (916)  921-9600        FAX  (9i6)  921-0100 


lil  SFUSD  -=:::™"~~~*:mE!:  "  -—  -  !,",!™af 


SiSIIIsi 


(i  1551  Newcomb  Ave ,  Rm.  103 
s  San  Francisco,  CA  94124 
■ 

I  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Lilienthal/3630  Divisadero 
Lab  Proj.  ID:  9708A93 


UUIIIIUIIIlll 


j  |jij|jri[;j«!ji|j{uy 


Sampled-.  09/20/97  !!! 
Received:  08/21/97  jj 
Analyzed:  see  below  H 

I 

Reported:  08/25/97  ■ 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708A93-29 

Sample  Desc  :  LIQUID, Lilienthsl  23  Duplicate 

Lead  mg/L 


08/22/97 


0.005D. 


N.D. 


D 


taalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


08/25/97     16:08         TX/RX  NO. 9188  P. 011 


I 

I 


SEP-04.-98  FRI  10:13  AM 


FAX  NO. 


P.  02 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  CLAIRE 

San~  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    5  9  833 

S.F.U.S.D.  Total  Samples  1  0 

LILIEN  THAL  ES  ANNEX  Dale  Sampled  9/1/9  8 

Date  Received  9/2/98 
Dale  Analyzed  9/3/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 

(PPb) 


Comments 


Client 
Mod 

LIUEN  1 
SINK  Ft 

6 

59B33-01 

HAL  ES  A 

kUCET.  KITCHEN 

1 

1 

Client 
Micro 

LIUEN  1 
SINKF* 

6A 

59833-02 
MALES  A 
tUCET,  KITCHEN 

NOT  ANALYZED 

Client 
Micro 

LIUEN ' 
SINK  fi 

6D 

59833-03 

mALESA 
UJCET,  KITCHEN 

NOT  ANALYZED 

Client 

Micro 

LIUEN " 
SINK  01 

4 

59833-04 

rHALESA 

\  CLASSROOM  13 

<  1 

1 

Client 
Micro 

UUEN' 
SINK  Dl 

4A 

59833-05 

IXALESA 
:,  ROOM  13 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  tor  lead  analysislrrdrNnking  water  by  tho  California  Department  of  Health  Sorvlcos.  Environment 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analysed  by  Graphite  Furnace  Atomic  Absorption  Spocirometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  tho  Examination  of  Watar  and  Wastewater.  16lh  edition,  1902,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  Thi9  report  musl  no|  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analysed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-04-98  FRI  10:14  AM 


FAX  NO. 


P.  03 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  tr*    5  983  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103       CLAIRE  LI  LI  EN  THAL  ES  ANNEX  DaioSampiod  9/1/98 

San  Francisco,  CA  94124  Date  Received  9/2/98 

Dale  Analyzed  9/3/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

ULIEN1 
SINK  DF 

4B 

59833-06 

WALESA 
',  ROOM  ia 

NOT  ANALYZED 

Client 
Micro 

UL1EN1 
SINK  Of 

5 

59633-07 

WALESA 
ROOM  12 

<  1 

1 

Client 
Micro 

UL1EN' 
SINK  Dl 

5A 

59633-08 

IHALESA 
ROOM  12 

NOT  ANALYZED 

Client 
Micro 

LILCEN 
SINKDI 

SB 

59833-09 

WALESA 
F,  ROOM  12 

NOT  ANALYZED 

Client 
Micro 

LtUEN 
BLANK 

BLANK 

59833-1 0 
THAL  ESA 

<  1 

1 

Technical  Supervisor:  _ 

y^^TJi^/3/98  Analyst:   «; 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlflcate  *10S7.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  PubHc  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-29-98  TUE  10:52  AM 


FAX  NO. 


P.  02/28 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  PRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    603  5  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sampios  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  Sampled  9/18/98 

San  Francisco,  CA  94124  Date  Recoil  9/1  S/9 8 

Date  Analysed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  FJ 
KITCHE 

1 

60355-01 

ttlCCT 
N 

2 

1 

Client 
Micro 

SINK  F) 
KITCHE 

1  A 

60355-02 

UJCET 
N 

NOT  ANALYZED 

Client 
Micro 

SINKF) 
KITCHE 

1B 

60355-03 

IUCET 
N 

NOT  ANALYZED 

Client 
Micro 

SINK  F; 
KITCHE 

2 

60355-04 
UJCET 
N 

1 

1 

Client 
Micro 

SINKFJ 
KITCHE 

2A 

60355-05 

IUCET 
11 

NOT  ANALYZED 

Technical  Supervisor 


Date  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  1»  accredited  lor  iea2TSnalysis  In  dnnklng  water  by  the  California  Department  of  Health  Sorvloes,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  ol  Water  and  Wastewater,  18lh  odltlon,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  wlih  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


btr-^y-ya  lUt  1U :  bd  ftPl 


FAX  HO. 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


P.  03/28 I 


Page  2 


■ 

I 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In    603  5  5 
Total  Samples  8  1 
Date  Sampled  9/18/98 
Date  Received  9/18/98 
Data  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

2B 

Micro  60855-06 

SINK  FAUCET 
KITCHEN 

NOT  ANALYZED 

Client 

3 

Micro 

60355-07 

DRINKING  FOUNTAIN 
TOP  FLOOR  -  NORTH 

1 

1 

Client 

3A 

Micro  60355-08 

DRINKING  FOUNTAIN 
TOP  FLOOR -NORTH 

NOT  ANALYZED 

Client 

3B 

Micro  60355-09 

DRINKING  FOUNTAIN 
TOP  FLOOR -NORTH 

NOT  ANALYZED 

Client 

4 

Micro 

60355-10 

1 

DRINKING  FOUNTAIN 
TOP  FLOOR  HALL  -  SOUTH 

2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaRaiyels  In  drinking  weler  by  toe  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlficale  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothoda  for  the  Examination  o!  Water  and  Wastewater,  lain  edition,  1992,  American  Public  Health 
Association,  Amo/lcan  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  Iho 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  ihe  samples  analyzed.  Unit  explanation:  ppb  =  parts  par  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


SEP-29-98  TUE  10:53  AM 


FAX  NO. 


P.  U4/^« 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    6  03  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  81 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Dale  sampled  9/18/98 

San  FranciSCO,  CA    94124  Data  Received  9/1  8/9  8 

Date  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

4A 

Micro  60355-11 

DRINKING  FOUNTAIN 
TOP  FLOOR  HALL  »  SOUTH 

NOT  ANALYZED 

Client 

4B 

Micro  60355-12 

DRINKING  FOUNTAIN 
TOP  FLOOR  HALL  -  SOUTH 

NOT  ANALYZED 

Client 

5 

Micro  60355-13 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  •  SOUTH 

2 

1 

Client 

5A 

Micro  60355-14 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  SOUTH 

NOT  ANALYZED 

Client 

5B 

Micro  60355-15 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  SOUTH 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Farld  RamBunza^a^M^N.      Date  Reported 

Micro  Analytical  Laboratories,  Inc.  la  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmantal 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Abeorpllon  Spectrometry  In 
accordance  with  Mothod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


btr-zb-yti  lut  iu:w  an 


KAX  NO. 


P.  05/28 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in   603  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  81 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  DateSampied  9/18/98 

San  Francisco,  CA  94124  Dale  Roceived  9/18/9fl 

Data  Analyzed  9/ 2 3/ 98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

60355-16 

1 

1 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  NORTH 

Client 

6A 

Micro  60355-17 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  NORTH 

NOT  ANALYZED 

Client 

6B 

Micro  60355-18 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  NORTH 

NOT  ANALYZED 

Client 

7 

Micro 

60355-19 

1 

DRINKING  FOUNTAIN 
N.E.  1ST  FLOOR 

1 

Client 

7A 

Micro  60355-20 

DRINKING  FOUNTAIN 
Hi.  1ST  FLOOR 

NOT  ANALYZED 

Technical  Supervisor:     £;   9/29/98  Analyst:  

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Speclromotry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  6S3-0624 


;EP-29-98  TUE  10:54  AM 


FAX  MO. 


p.  m/zb 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  >  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In    6  0355 
Total  Samples  81 
Data  Sampled  9/18/9  8 
Date  Received  9/18/98 
Date  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Cliant 
Micro 

DRINK) 

7B 

60355-21 

MQ  FOUNTAIN 
'  FLOOR 

NOT  ANALYZED 

Client 
Micro 

DHINMI 
fiK.E.1 

e 

60355-22 

HQ  FOUNTAIN 
ST  FLOOR 

<  1 

1 

Client  (                  a  A 

Micro  60355-23 

DRINKING  FOUNTAIN 
NILE.  1ST  FLOOR 

NOT  ANALYZED 

Client 
Micro 

DRINKU 
NJLE.1 

8B 

60355-24 

HQ  FOUNTAIN 
ST  FLOOR 

NOT  ANALYZED 

Cliont 
Micro 

DRINK 
NORTH 

9 

60355-25 

HQ  FOUNTAIN 
1ST FLOOR 

2 

1 

1  — 

Analyst: 


FR 


Technical  Supervisor: 

Farid  Ramez4tr^d^h*M4T^^  Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysteirrdrfnkinB  water  by  the  California  Department  of  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Fedoretion).  This  report  must  not  bo  reproduced  except  In  lull  with  ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  tho  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B24 


str-^y-ya  lut  iu:b4  an 


FAX  NO. 


P.  07/28 


1 

I 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D, 
LINCOLN  HS 


Micro  Log  In    6  03  5  5 
Total  Samples  8  1 
Date  Sampled  9/18/98 
Dale  Received  9  / 1  8  /  9  B 
Dato  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

9A 

Micro  60355-26 

DRINKING  FOUNTAIN 
NORTH  1ST  FLOOD 

NOT  ANALYZED 

Client 

9B 

Micro  60355-27 

DRINKING  FOUNTAIN 
NORTH  1ST  FLOOR 

NOT  ANALYZED 

Client 

1  0 

Micro  60355-28 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  HALL  -  N 

<  1 

1 

Client 

10A 

Micro  60355-29 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  HALL  •  N 

NOT  ANALYZED 

Client 

10B 

Micro  60355-30 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  HALL  -  N 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  la  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphito  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  Thie  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:55  AM 


FAX  NO. 


P.  08/28 


Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT :  Micro  Log  In    6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  DateSampied  9/18/9B 

San  Francisco.  CA  941 24  0ate  ReceSvfld  9/18,g8 

Date  Analyzed  9/2  3/9  8 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  6035S-31 

DRINKING  FOUNTAIN 
1ST  FLOOR  -  SOUTH 

2 

1 

Client 

11A 

Micro  60355-32 

DRINKING  FOUNTAIN 
1ST  FLOOR -SOUTH 

NOT  ANALYZED 

Client 

119 

Micro  60355-33 

DRINKING  FOUNTAIN 
1ST  FLOOR- SOUTH 

NOT  ANALYZED 

Client 

BLANK 

Micro 
BLANK 

50355-34 

<  1 

1 

Client 

12 

Micro  60355-35 

DRINKING  FOUNTAIN 
2ND -N.N. 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  (or  lead  afiaiysrrfn  drinfiflg-fcater  by  the  California  Department  ol  Hoalth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certilicate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  of  Water  and  Wastewater,  16th  edition,  1092,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  par  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


friA  NU. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Login    6  03  55 
Total  Samples  8  1 
Date  Sampled  9/18/98 
Date  Received  9/1  6/9 B 
Dale  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PP*>) 

Limit 
(ppb) 

Comments 

Client 

12A 

Micro  60S55-S6 

DRINKING  FOUNTAIN 
2ND -N.N. 

NOT  ANALYZED 

Client 

12B 

Micro  60355-37 

DRINKING  FOUNTAIN 
2ND  -  HM. 

NOT  ANALYZED 

Client 

13 

Micro  60355-36 

DRINKING  FOUNTAIN 
2ND  •  N.N.E. 

5 

1 

Client 

13A 

Micro  60355-39 

DRINKING  FOUNTAIN 
2ND  -  N.N.E, 

NOT  ANALYZED 

Client 

13B 

Micro  60355-40 

DRINKING  FOUNTAIN 
2ND-N.N.E. 

NOT  ANALYZED 

Technical  Supervisor: 


7^ 


Farld  Ra 


Analyst: 


FR 


Date  Reported 

Micro  Analytical  Laboratories.  Inc.  is  accredited  ror  lead"aliarj»etfindnnRWg,  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wiih  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  Amorlean  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5000  HOLLiS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  658-0824 


SEP-29-98  TUE  10:56  AM 


FAX  NO. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  *  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  81 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  Sampled  9/18/9  8 

San  Francisco,  CA  94124  Date  Received  9/18/98 

Date  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  4 


Micro  60355-41 

SINK  FAUCET 
ROOM  102 


Client 


14A 


Micro  60355-42 

SINK  FAUCET 
ROOM  102 


NOT  ANALYZED 


Client 


14B 


Micro  60355-43 

SINK  FAUCET 
ROOM  102 


NOT  ANALYZED 


Client 


15 


Micro  60355-44 

SINK  FAUCET 
ROOM  104 


Client 


15A 


Micro  60355-45 

SMC  FAUCET 
BOOM  104 


NOT  ANALYZED 


I 
I 


Technical  Supervisor: 


Analyst; 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  toad  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  EnvlronmoniaJ 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Alomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Mothods  for  Ihe  Examination  of  Water  and  Wastewater,  18lh  edition,  1992,  American  Public  Hosith 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  wtth  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


str-zy-btt  rut  iu:bb  An 


FAX  NO. 


P.  11/28 


Page   1  o 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    603  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  61 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  Sampled  9/18/98 

San  Francisco,  CA  94124  Date  Received  9/1  a/9 B 


Date  Analyzed  9/2 3/9 B 


Detection 

Lead  Concentratfon  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
ROOM1 

15B 

60355-46 
kUCET 

NOT  ANALYZED 

Client  |                  1  6 

Micro  60355-47 
SINK  FAUCET 
ROOM  106 

<  1 

1 

Client 
Micro 

SINK  ft 
ROOM1 

16A 

60355-48 

UJCET 
M 

NOT  ANALYZED 

Client 

Micro 
Sink  fj 

ROOM  1 

16B 

60355-49 

UJCET 
06 

NOT  ANALYZED 

Client 
Micro 

SINK  FJ 
ROOM1 

17 

60355-50 

VUCCT 
26 

3 

1 

9-4- 


9/29/98  Analyst: 


Technical  Supervisor: 

Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  (s  accredited  lor  leaa^maTysTTm  drinking  waier  by  the  Calilornla  Department  ot  HoaHh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  era  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  (or  iho  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  (ho  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


SEP-29-98  TUE  10:56  AM 


FAX  NO. 


Page    1  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    603  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Data  sampled  9/18/98 

San  Francisco,  CA  94124  Date  Received  9/ 1 8/98 

Date  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SMKFt 
AOOM1 

1TA 

60355-51 

utter 

SB 

NOT  ANALYZED 

Client 
Micro 

SINK  Pi 
nooMi 

1  8 

60355-52 

WCET 
26 

3 

1 

Client 
Micro 

SINK  Fl 
ROOU1 

16A 

60355-53 

ujeer 

26 

NOT  ANALYZED 

Client 
Micro 

SINK  ft 
ROOM1 

1  9 

60355-54 

WCET 
26 

1 

1 

Client 
Micro 

SINKFJ 
ROOM' 

19A 

60355-55 
WGET 

m 

NOT  ANALYZED 

i 
I 


9/29/98  Analyst: 


FR 


Technical  Supervisor: 

Farid  Rarnei%|Tza^e>ir4iS.  "\  Dale  Roported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  Calllomia  Department  of  Health  Servlcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphito  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull  wilh  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  portains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


atr-da-ao"  lUt  lU'.b/  An 


FAX  NO. 


P.  13/28 


i 


Page   1 2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In    6035  5 
Total  Samples  8  1 
Data  Sampled  9/1  8/98 
Date  Received  9/18/98 
Data  Analyzed  9/2  3/98 


I' 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SINK  F/ 

Room 

20 

60355-56 

MICET 
26 

<  1 

1 

CliBnt 

Micro 

SINK  Fi 
ROOM1 

20A 

60355-57 

rtJCET 
26 

NOT  ANALYZED 

Client 
Micro 

SINK  ft 
ROOM1 

21 

60355-58 
UJCET 
SB 

1 

1 

Client 
Micro 

SINK  Fi 
ROOM1 

21A 

60355-59 

UJCET 
28 

NOT  ANALYZED 

Client 
Micro 

SINK  ft 
ROOU  ' 

22 

60355-60 

UJCET 
28 

<  1 

1 

Technical  Supervisor: 


Date  Reported 


Analyst; 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  walor  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertlflcalB  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Malhod  3113B  (Standard  Methods  for  the  Examination  of  Waler  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Assoclailon,  American  Wati»r  Works  Association,  Water  Pollution  Control  Federation).  This  report  rnusl  not  be  reproduced  except  In  lull,  with  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:57  AM 


FAX  NO. 


r. 


Page    1  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    6  03  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sampios  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  9/18/98 

San  Francisco,  CA   94124  Date  Received  9/18/98 

Date  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(ppb) 

Comments 

Client 

22A 

Micro  60355-61 

SINK  FAUCET 
ROOM  126 

NOT  ANALYZED 

Client 

23 

Micro  60355-62 

SINK  FAUCET 

ROOM  126  ■  NORTH  SINK 

DRINKING  FOUNTAIN 

3 

1 

Client 

23A 

Micro  60355-63 

SINK  FAUCET 

ROOM  126  -  NORTH  SINK 

DRINKING  FOUNTAIN 

NOT  ANALYZED 

Client 

24 

Micro  60355-64 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

2 

1 

Client 

24A 

Micro  60355-65 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  (s  accredited  lor  iBaaTrtKTyils  InUnfflttfio.  water  by  the  California  Department  of  HoaJth  Sorvlces.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  try  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  MBlhod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18lh  edition,  1992,  American  Public  Health 
Assoeialion,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Thi$  report  must  not  be  reproduced  oxeepl  In  full  wrth  trio 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


str^y-ao  TUt  10:58  AM 


FAX  NO. 


P.  15/28 


Page   1 4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    603  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Dato Sampled  9/ie/98 

San  Francisco,  CA    94124  Date  Receded  9/1  8/98 

Dale  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

24B 

Micro  60355-66 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

NOT  ANALYZED 

Client 

25 

Micro  60355-67 

DRINKING  FOUNTAIN 
BLDG.ta.  BASEMENT-  E 

4 

1 

Client 

25A 

Micro  60355-68 

DRINKING  FOUNTAIN 
BLDG.  B.  BASEMENT  -  E 

NOT  ANALYZED 

Client 

25B 

Micro  60355-69 

DRINKING  FOUNTAIN 
BLDG,  B.  BASEMENT  -E 

NOT  ANALYZED 

Client 

26 

Micro  60355-70 

DRINKING  FOUNTAIN 
BLDG.  B-  BASEMENT 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  Is  accredited  (or  lead  analysis  ifj"Bftrrkrr^i  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3119B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  TBth  odition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcept  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  =  parts  pBr  billion. 


5000  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:58  AM 


FAX  NO. 


P.  16/28 


Page   1  5 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  «■  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In    603  5  5 
Total  Samples  8  1 
Dalo  Sampled  9/18/98 
Dale  Received  9/18/98 
Date  Analyzed  9/28/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

26A 

Micro  60355-71 

DRINKING  FOUNTAIN 
BLDO.B- BASEMENT 

NOT  ANALYZED 

Client 

26B 

Micro  60355-72 

DRINKING  FOUNTAIN 
BLOG.  B  •  BASEMENT 

NOT  ANALYZED 

Client 

27 

Micro  60355-73 

DRINKING  FOUNTAIN 
WRESTLING  ROOM 

3 

1 

Client 

27A 

Micro  60355-74 

DRINKING  FOUNTAIN 
WRESTLING  ROOM 

NOT  ANALYZED 

Client 

are 

Micro  60355-75 

DRINKING  FOUNTAIN 
WRESTLING  ROOM 

NOT  ANALYZED 

Technical  Supervisor: 


Farid  RaMezanza36liJA^_       Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  (or  leadafielyils  In  drinking  water  by  the  California  Departmenl  of  Hoallh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certllieate  #1037.  Samples  are  analysed  by  Graphile  Furnace  Atomic  Absorption  Spoctromelry  In 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  of  Waler  and  Wastewater,  I81ti  edition,  IBM,  American  Public  Health 
Association,  American  Water  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  653-0824 


SEP-29-98  TUE  10:59  AM 


FAX  NO. 


P.  17/28 


Page    1  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1 0  63  PROJECT:  Micro  Log  In    60  3  5  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  Samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  DateSampied  9/1  a/98 

San  Francisco,  CA  94124  Date  Received  9/16/98 

Date  Analyzed  9/2  3/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  P> 
BOOMS 

28 

60355-76 
UJCET 

SB 

•1 
3 

•1 

Client 
Micro 

SINK  ft 
ROOM  2 

28A 

60355-77 

UJCET 
28 

NOT  ANALYZED 

Client 
Micro 

SINK  ft 
ROOMS 

28B 

60355-78 
IUCET 

se 

NOT  ANALYZED 

Client 
Micro 

SINK  ft 
ROOM  1 

29 

60355-79 

UJCET 
2BA 

2 

1 

Client 
Micro 

SINK  ft 
ROOM1 

29A 

60355-60 

UJCET 
2IA 

NOT  ANALYZED 

Technical  Supervisor; 


Farfd  RaroezanzaoeVbHS.        Date  Reported 


Micro  Analytical  Laboratories,  inc.  Is  accredited  for  leaiTHrialyelB  InoVSnTtina,  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3119B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


-29-98  TUE  10:59  AM 


FAX  NO. 


P.  18/2H 


Page    1  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in   6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  Samples  a  1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  g/ie/9B 

San  Francisco,  CA  94124  Date  Received  9/1  a/ 9 a 

Dale  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(ppb) 

Comments 

Client 

29B 

Micro  60355-81 

SINK  FAUCET 
ROOM  121A 

NOT  ANALYZED 

Technical  Supervisor: 


Farid  Ran^£anzaasK*R^        Data  Reported 


Micro  Analytical  Laboratories,  Inc.  ifi  accredited  for  leadaniiyfilHvdiinbng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ot  Water  and  Wastewater,  18th  edition.  19A2,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation),  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pane  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


NO.  8304  P.  2/4 
;NOV  10.  1997  5:24PM 

Cj=*/liirkia                 6So  Chesapwkc  Drive          Redwood  City,  CA  9-1063      (650)  364-9600  FAX  (650)  364-923  J 

f    m    \        Ot.tjUtJla                 404  N.  Wigrt  Une               Walnut  Creek.  CA  94598       (510)  988-9600  FAX  (510)  9JJ-9673 

■     5  g?      A          1      .  »        1              819  Striker  Avenue,  Suite  8     SacrtmcnCD,  CA  95834          (916)  921-9600  FAX  (916)  9J 1-0100 

Analytical 


r 


mm 


1551  Newcomb  Ave.,  Rm.  103 


Francisco,  CA  94124 

Bruff  Gjanninj^ 


Att^rtt^n: 


Ana; 


i|lyte 


UbProj.  ID:  9711282 


LABORATORY  ANALYSIS 

Units  Date 

Analysed 


11/07/ 
Received:  11/07/97  i 
Analyzed:  see  below  Hi 

i 

11/ 


Detection 
Limit 


Sample 
Results 


Lab  No:  9711282-01 
SamlpleDesc :  LIQUID,  1 

I 

Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


Lab  Mo: 
Sam  ale 

i 


9711282-02 
Desc  :  LIQUID, 2 

Lead 


Lab  l|jo: 
Sample 


mg/L 


11/10/97 


0.0O50 


N.D. 


9711282-03 
Desc :  LIQUID.3 


Lead 

mg/L 

11/10/97 

0.0050 

N.D. 

Labr 
Samf 

lo:  9711282-04 
>le  Desc  :  LIQUID.4 

Lead 

mg/L 

11/10/97 

0.0050 

N.D. 

LabN 
Samp 

0:  9711282-05 
le  Desc :  LIQUID.5 

Lead 


Lab  Np:  9711282-06 
Sample  Desc :  LIQUID,6 

Lead 


mq/L 


11  /in/ci7 


mg/L 


11/10/97 


0.0050 


N.U. 


N.D. 


Lab  Mb:  9711282-07 
Sampte  Desc :  LIQUID,? 

Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


AnaJyte8  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Page; 


11/10/97     16:23         TX/RX  NO. 0814 


iNOV.  1  0.1  997  5:25PM 


"NO.  8304    P.  3/4" 


/T\  Sequoia 
-   ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  9*063  (650)  364-9600  FAX  (6S0)  364-9233 
404  N.  Wlaet  Lane  WaWt  Creelc,  CA  94S98       (510)  9SS-96Q0         FAX  (5l0)  988-9673 

8)9  Striker  Avenue,  Suit*  8    Sacramento,  CA  95854         (916)  921-9600         FAX  (9l6)  921-0)00 


I 

s^mfesss^  ^is=^iiiiL---^iiinlE52^s3iiife 

SiSFlDSD  Client  Proj.  ID:    Log  Cabin  Ranch                           Sampled:  11/07/97  | 

i  1591  Newcomb  Ave  ,  Rm.  103                                                                            Received:  11/07/97  i 

I' Sar  Francisco,  CA  94124  Lab  Proj.  ID:  9711262                                         Analyzed:  see  below  i 

HI  E= 

1  Attention:     Bruce  Giannini                                                                                 Reported:  11/10/97  ill 

ill ;«=:::  r  nmu^sssputsssiiiir,^^ 


LABORATORY  ANALYSIS 


Anelyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab^lO;  9711262-08 
Sample  Desc :  LIQUID,8 

Lead 

_i 

mg/L 

11/10/97 

0-0050 

0-024 

Lab  (to:  9711282-09 
Sample  Desc :  UQUID,8~Duplicete 

i 

Lead 

i 

mg/L 

11/10/97 

0.0050 

0.025 

Lab  No:  9711282-10 
Sample  Desc  :  LIQUID,  9-Blank 

i 

Lead 

i 

mg/L 

11/10/97 

0.0050 

N.D. 

llytes  reported  as  N.D,  ware  not  present  above  the  stated  limit  of  detection. 

iEQUOIA  ANALYTICAL  -  ELAP#1210 


I  heila  Flynn 
roject  Managi 


Page: 


11/10/97    16:23         TX/RX  NO. 0814         P. 003 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LONGFELLOW  ES 


Micro  Log  In    4  7  741 
Total  Samples  1  2 
Date  Sampled  8/22/97 
Date  Received  8/25/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

1.5 

1.0 

Micro  47741-01 

SINK  FAUCET 

1ST  LEVEL  KITCHEN 

FIRST  DRAW 

Client 

2 

<     1 .0 

1.0 

Micro  47741-02 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 

Client 

3 

1.9 

1.0 

Micro  47741-03 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 

Client 

4 

<  1.0 

1.0 

Micro  47741-04 

DRINKING  FOUNTAIN 
2ND  LEVEL  HALL 
FIRST  DRAW 

Client 

5 

1.2 

1.0 

Micro  47741-05 

DRINKING  FOUNTAIN 
2ND  LEVEL  HALL 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leirct"analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  DateSampied  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

1.6 

1.0 

Micro  47741-06 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  HALL 
FIRST  DRAW 

Client 

7 

3.5 

1.0 

Micro  47741-07 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

Client 

8 

<      1  .0 

1.0 

Micro  47741-08 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

Client 

9 

2.1 

1.0 

Micro   47741  -9 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #11 

FIRST  DRAW 

Client 

1  0 

1.0 

Micro  47741-10 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #109 

1 .2 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTarfalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

5FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LONGFELLOW  ES 


Micro  Log  In    47  741 
Total  Samples  1  2 
Date  Sampled  8/22/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47741-11 

<      1 .0 

1.0 

Client 
Micro 

SPIKED 

1  1 

47741-12 

57.6 

2.2 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

5FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
>an  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

697-1 

Micro 

48769-01 

1 .0 

DRINKING  FOUNTAIN 

CORRIDOR  C90B  ADJACENT  TO  ROOM  129 
FIRST  DRAW 

5 . 0 

Client 

697-2 

Micro 

48769-02 

<      1  .0 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C92  ADJACENT  TO  ROOM  11 2A 
FIRST  DRAW 

Client 

697-3 

Micro  48769-03 
DRINKING  FOUNTAIN 

CORRIDOR  C90C  ADJACENT  TO  ROOM  142 
FIRST  DRAW 

12.9 

1.0 

Client 

697-4 

Micro 

48769-04 

1 .4 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  251 

FIRST  DRAW 

Client 

697-5 

Micro 

48769-05 

3.1 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90E  ADJACENT  TO  ROOM  771 

FIRST  DRAW 

PROJECT:  Micro  Log  In    487  6  9 

S.F.U.S.D.  Total  Samples  1  6 

LOWELL  HIGH  SCHOOL  Date  Sampled  9/22/97 

Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Technical  Supervisor: 


Analvst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  ifTaTITiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4876  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  Date  Sampled  9/22/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

697-6 

1.6 

1.0 

Micro  48769-06 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  T69 

FIRST  DRAW 

Client 

697-7 

<  1.0 

1.0 

Micro  48769-07 

DRINKING  FOUNTAIN 

CORRIDOR  C91  ADJACENT  TO  ROOM  J213 

FIRST  DRAW 

Client 

697-8 

1  .4 

1.0 

Micro  48769-08 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  T72 

FIRST  DRAW 

Client 

697-9 

2.4 

1.0 

Micro  48769-09 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  339 

FIRST  DRAW 

Client 

697-10 

<  1.0 

1.0 

Micro  48769-10 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  763 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leadanalysisjn_^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #TTJ37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LOWELL  HIGH  SCHOOL 


Micro  Log  In    4  87  6  9 
Total  Samples  1  6 
Date  Sampled   9/2  2/9  7 
Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

697-1 1 

3.9 

1.0 

Micro  48769-11 

DRINKING  FOUNTAIN 

ROOM  055  CAFETERIA  ADJACENT 

TO  ROOM  046 

FIRST  DRAW 

Client 

697-12 

2.6 

1.0 

Micro  48769-12 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  045 

FIRST  DRAW 

Client 

697-13 

<  1.0 

1.0 

Micro  48769-13 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  041 

FIRST  DRAW 

Client 

697-14 

4.1 

1.0 

Micro  48769-14 

DRINKING  FOUNTAIN 

ROOM  033  GIRLS  LOCKER  ROOM 

DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

697-15 

21.7 

1.0 

Micro  48769-15 

SPIKE  #97-W00774-12 
SPIKED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysftStuiiidking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate#+©3?T-^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8769 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  DateSampied  9/22/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

697-1  6 

Micro 

BLANK 

48769-16 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis^Ttr-dTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificatelfteS/.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  23.  1  997  4:50PM 

/TN  Sequoia 
~  Analytical 


680  Chesapeake  Drive 

404  N.  Wlget  Lane 

8 19  Striker  Avenue,  Suite  8 


Redwood  Qty,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95834 


HU. 

(650)  364-9600 
(510)  998-9600 
(91$)  921-9600 


5401     P.  24/39 

FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (9i6)  9SI-O10O 


llillUmuiiiuwuuiamMifliaNiRimiiiiiiiii 


§551  Newcomb  Ave.,  Rm.  103 
g  an  Francisco,  CA  94124 


Client  Proj.  ID:  Mahler  CC 
Lab  Pro).  ID:  9708C09 


:  '"^inifflimir 


Sampled:  08/24/97  1 

Received:  08/25/97  = 

Analyzed:  see  below  § 

Reported:  08/28/97  | 


LABORATORY  ANALYSIS 


ilyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


i  No;  9708C09-01 
ample  Desc :  LIQUID, Mahler  1 

Lead 


mg/L 


08/28/97 


00050 


N.D. 


ab  No:  9708C09-02 

Sample  Desc :  UQUID,Mahler  i  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


it  _ab  No:  9708C09-03 

I (Sample  Desc :  UQUID,Mahler  2 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


[j-abNo:  9708C09-04 
Sample  Desc :  LIQU!D,Mahler  3 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708C09-05 

Sample  Desc :  LIQUID,Mahler  Blank 

Lead 


mg/L 


08/28/97 


0.0050 


N.D.  t 


nalytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/29/97  17:44 


TX/RX  NO. 9320         P. 024 


I 

I 

I 

I 

I 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MALCOLM  X  ACADEMY 


Micro  Log  In    4  7  6  07 
Total  Samples  9 
Date  Sampled  8/16/97 
Date  Received  8/21/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

830-1 

Micro 

47607-01 

1 .7 

1 .0 

DRINKING  FOUNTAIN 

C-90  -  BASEMENT  OUTSIDE  005 

FIRST  DRAW 

Client 

830-2 

— — — 

Micro  47607-02 
SINK  FAUCET 

ROOM  004  -  KITCHEN  SINK  (SOUTH) 
FIRST  DRAW 

7.0 

1.0 

Client 

830-3 

Micro  47607-03 
SINK  FAUCET 

ROOM  004  -  KITCHEN  SINK  (NORTH) 
FIRST  DRAW 

13.7 

1.0 

Client 

830-4 

Micro 

47607-04 

2.8 

1.0 

DRINKING  FOUNTAIN 

C-90  -  BASEMENT  OUTSIDE  ROOM  014 

FIRST  DRAW 

Client 

830-5 

Micro 

47607-05 

1.0 

DRINKING  FOUNTAIN 

C-90  -  FIRST  FLOOR  OUTSIDE  ROOM  109 

FIRST  DRAW 

1 .5 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47607 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  MALCOLM  X  ACADEMY  Date  Sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

830-6 

<      1 .0 

1.0 

Micro  47607-06 

DRINKING  FOUNTAIN 

C-90  -  FIRST  FLOOR  OUTSIDE  ROOM  103 

FIRST  DRAW 

Client 

830-7 

1 .6 

1.0 

Micro  47607-07 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE  IN  PLAYGROUND  ©  ONE  DRINKING 

FOUNTAIN  /  ONE  FOUNTAIN 

NON-OPERATIONAL 

FIRST  DRAW 

Client 

830-8 

8.5 

1.0 

Micro  47607-08 

MULTIPLE  DRINKING  FOUNTAIN 
C-92  •  OUTSIDE  204  ©  ONE  DRINKING 
FOUNTAIN  (3  TAPS) 
FIRST  DRAW 

Client 

830-9 

<  1.0 

1.0 

Micro 

BLANK 

47607-09 

Technical  Supervisor: 


 -8/26/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MALCOLM  X 


Micro  Log  In    5  07  6  5 
Total  Samples  4 
Date  Sampled   1  1/12/97 
Date  Received  11/18/97 
Date  Analyzed  1  1/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

830-3A 

2.1 

1.0 

Micro  50765-01 

SINK  FAUCET  -  ROOM  004 
KITCHENSINK  FAUCET 
1ST  DRAW 

Client 

830-3B 

1  .8 

1.0 

Micro  50765-02 

SINK  FAUCET  -  ROOM  004 
KITCHENSINK  FAUCET 
2ND  DRAW 

Client 

830-3C 

3.8 

1.0 

Micro  50765-03 

SINK  FAUCET  -  ROOM  004 
KITCHENSINK  FAUCET 
3RD  DRAW 

Client 

830-BLANK 

<  1.0 

1.0 

Micro 

BLANK 

50765-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aftSlysis  TFrdftriking  water  by  the  California  Department  of  Health  Services.  Environment! 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN 

San  Francisco,  CA  94124 


Micro  Log  In     4  85  2  0 
Total  Samples  1  3 
Date  Sampled  9/15/97 
Date  Received  9/15/97 
Date  Analyzed  9/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

618-1 

1.2 

1.0 

Micro  48520-01 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  AT  MAIN  ENTRANCE 
OF  FACILITY 
FIRST  DRAW 

Client 

618-2 

1.1 

1.0 

Micro  48520-02 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
102 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-3 

1.3 

1.0 

Micro  48520-03 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
114 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-4 

<  1.0 

1.0 

Micro  48520-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C92  2ND  FOUNTAIN  FROM  LEFT 
FIRST  DRAW 

Client 

618-5 

<  1.0 

1.0 

Micro  48520-05 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO 

ROOM  152  IN  CORRIDOR  C95 
FIRST  DRAW 

Analyst:   if*  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTa'nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4852  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN  Date  Sampled  9/15/97 

San  Francisco,  CA    94124  Date  Received  9/15/97 

Date  Analyzed  9/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

618-6 

Micro 

48520-06 

<  1.0 

1 .0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO  ROOM  152  IN  CORRIDOR  C92 
FIRST  DRAW 

Client 

618-7 

Micro 

48520-07 

<  1.0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C95  ADJACENT  TO  ROOM  251 
FIRST  DRAW 

Client 

618-8 

Micro  48520-08 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  C95  ADJACENT  TO 
ROOM  251 
FIRST  DRAW 

<      1  .0 

1.0 

Client 

616-9 

Micro 

48520-09 

<      1  .0 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  202 

FIRST  DRAW 

Client 

618-10 

Micro  48520-10 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  202 
FIRST  DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


9/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatr-analysis~Tri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HORACE  MANN 


Micro  Log  In    4  85  2  0 
Total  Samples  1  3 
Date  Sampled  9/15/97 
Date  Received  9/15/97 
Date  Analyzed  9/16/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


618-11 


Micro   48520-1 1 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  302 
FIRST  DRAW 


<      1 .0 


1.0 


Client 


618-12 


Micro  48520-12 

SAMPLE  #97-W0O-794-2 
SPIKED 


20.9 


1.0 


Client 


618-13 


Micro  48520-13 
BLANK 


<      1 .0 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spoctromotry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    47  74  4 
Total  Samples  20 
Date  Sampled  8/23/97 
Date  Received  8/25/97 
Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

BLANK 

47744-01 

<  1.0 

1.0 

Client 

2 

Micro  47744-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  104 

FIRST  DRAW 

2.4 

1.0 

Client 

3 

Micro  47744-03 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

1 .8 

1.0 

Client 

4 

Micro  47744-04 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM104  •  COOKING  ROOM 
FIRST  DRAW 

1 .9 

1.0 

Client 

5 

Micro  47744-05 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

4.4 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47744 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

1.5 

1.0 

Micro  47744-06 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM1 04  -  COOKING  ROOM 
FIRST  DRAW 

Client 

7 

2.4 

1.0 

Micro  47744-07 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM1 04  -  COOKING  ROOM 
FIRST  DRAW 

Client 

8 

<      1  .0 

1.0 

Micro  47744-08 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM104  -  COOKING  ROOM 
FIRST  DRAW 

Client 

9 

6.5 

1.0 

Micro  47744-09 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  150 

FIRST  DRAW 

Client 

1  0 

1.0 

Micro  47744-10 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BUILDING 

OUTSIDE  RM.150 

FIRST  DRAW 

2.1 

Technical  Supervisor:   y^r — v~  ' :/ 7   Analyst  AL 


Fario^Rar^ezarizad^hT 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  )ead-ana)ysis~1rr drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    4  7744 
Total  Samples  2  0 
Date  Sampled  8/23/97 
Date  Received  8/25/97 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

2.7 

1.0 

Micro  47744-11 

DRINKING  FOUNTAIN 

THIRD  FLOOR  OUTSIDE  ROOM  306 

FIRST  DRAW 

Client 

1  3 

3.0 

1.0 

Micro  47744-12 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  ROOM  213 

FIRST  DRAW 

Client 

1  4 

2.9 

1.0 

Micro  47744-13 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  ROOM  208 

FIRST  DRAW 

Client 

1  5 

10.3 

1.0 

Micro  47744-14 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  ROOM  217 

FIRST  DRAW 

Client 

1  6 

8.6 

1.0 

Micro  47744-15 

DRINKING  FOUNTAIN 

SECOND  FLOOR  INSIDE  ROOM  03B 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    4  7744 
Total  Samples  20 
Date  Sampled   8/2  3/9  7 
Date  Received  8/25/9  7 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  7 

Micro 

47744-16 

12.7 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  ROOM  036 
FIRST  DRAW 

Client 

1  8 

Micro 

47744-17 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  OUTSIDE  OF  BLDG. 
ROOM  980 
FIRST  DRAW 

2.0 

Client 

1  9 

Micro 

47744-18 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  117 

FIRST  DRAW 

1 .5 

Client 

20 

Micro 

47744-19 

1 .8 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  01 B 

FIRST  DRAW 

Client 

2  1 

Micro 

47744-20 

16.0 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  ROOM  002 

FIRST  DRAW 

Technical  Supervisor:  1± 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    4918  8 
Total  Samples  4 
Date  Sampled  10/2/97 
Date  Received  10/3/9  7 
Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

17A 

<  1.0 

1.0 

Micro  49188-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  03G 
FIRST  DRAW 

Client 

17B 

<  1.0 

1.0 

Micro  49188-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  03G 
FIRST  DRAW 

Client 

17C 

<      1  .0 

1.0 

Micro  49188-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  03G 
FIRST  DRAW 

Client 

BLANK 

<  1.0 

1.0 

Micro 

BLANK 

49188-01 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis)  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  1  997   4:43PM  SO.  5401  P 


^<3m  1  r\\  a  6B0  CheSap«k«  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

;>equuia       ^nvLlw       ^^c^c^  ws9s   <5h»  988-9600    fax (510) 988.9573 

?,<>  Striker  Avenue  Suit*  8    Sacramento,  CA  95834  (916)911-9600         FAX  (9l6)  911-0100 


||]  SFUSD  Client  Proj.  ID:     Marshall  Elementary  Sampled:  08/23/97  1 

S  1551  Newcomb  Ave.,  Rm.  103  Received:  08/25/97  I 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D25  Analyzed:  see  below  | 

§  w 

if  Attention:     Bruce  Giannini  Reported:  08/29/97  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D25^01 
Sample  Desc  .  LIQUID, Marshall  1 

Lead 

mg/L 

OB/28/97 

0.0050 

0.0052 

Lab  No:  9708D25-02 

Sample  Desc  :  LlQUlD.Marshall  1  Duplicate 

1) 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-03 
Sample  Desc  :  LIQUID, Mars  ha!!  2 

Lead 

mg/L 

08/28/97 

0-0050 

N.D. 

Lab  No:  9708D25-04 

Sample  Desc  :  LIQUID,Mar$hall  2  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-05 
Sample  Desc  :  LIQUID, Marshall  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-06 
Sample  Desc :  LIQUID,Marshall  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0072 

Lab  No:  9708D25-07 
Sample  Desc  :  UQUID,Marshall  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


08/29/97  17:44 


TX/RX  NO. 9320  P. 002 


AUG.  23.  1  997   4 :43PM  NO.  5401     F.  3/39 


^Pfllima  680  Cb«*«*skc  Drive  Redwood  Clvy,  CA  9406 3      (650)  364-9600         FAX  (650)  364-9233 

•JCVJUUia  404  N.  W.^t  Une  Walnut  Creek,  CA  94598      (510)98^9600         FAX  (510)  988-9673 

^JJ^Jy^l*^}  819  Striker  A«criue,  Suite  B    Sicramento,  CA  95834         (91 6)  9S I -9600         FAX  (916)  911-0] 00 


It';— -■=,.-  •  ,...~.:ail 

iwiiiiiiuh.ih=£= 
i SFUSD 


imjniEEUSaE 


llii!'lil"l«il|ll||WirW».li-iM-— TTiffiliTBI^   *ml  in 

Client  Pro).  ID:  Marshall  Elementary 

1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


:ji|t^miMigHafimtiii|niiiniii 


imiiiiHffismasBi 


Ub  Proj.  ID:  9708D25 


I  Attention:      Bruce  Glannini 

WKSggSESSBBgESSsammmum 


Sampled:  08/23/97  ™ 
Received:  09/25/97  |g 
Analyzed:  see  below  jg 

Reported:  08/29/97  J 


LABORATORY  ANALYSIS 


Analyte 

units 

Date 
Analyzed 

Detection 
Umtt 

Sample 
Results 

Sample  Desc  :  LIQUID.  Mars  rial  1 6 

Lead 

mg/L 

no  /ID  /Q7 

Uo/i-o/9/ 

U.UUou 

m  n 

Vi.D. 

Lab  No"  9708D25-09 
Sample  Desc  :  LIQUID, Marshall  7 

ubbii 

mm  /I 

mg/L 

n  nncn 

n  f\mtt 

U.UU/  o 

1  nh  Nrv            Q7n{?rWi  in 

Sample  Desc  :  UQUID.Marshall  8 

Lead 

mg/L 

08/28/97 

0.0050 

0.0093 

Lab  No:  9708D25-11 
Sample  Desc :  UQUlD,Marsha(i  9 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D25-12 
Sample  Desc  :  LIQUID,Mar$hall  10 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-13 
Sample  Desc :  LIQUID,MarshalI  11 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-14 
Sample  Desc  :  LIQUID, Marsha!!  12 

Lead 

mg/L 

08/28/97 

0.0050 

00082 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Tago 


08/29/97  17:44 


TX/RX  NO. 9320  P. 003 


AUG.  29.  1  99"   4:43PM  NO.  5401     F.  4/ 


/TN  Sequoia 
Analytical 


6f>0  Chesapeake  Driv*  Redwood  City,  O  94063       (650)  J64-9600         FAX  (650)  364-9133 

404  N  Wiget  Lane  minui  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

9 19  Striker  Avenue  Sui«  8     Sacramento,  CA  95834  (916)  921-9600  fAX  (916)  921-0100 


™'!lfliiSffiIMiiillii  v  i 

1 SFUSD 
H1 1551  NewcombAve.,  Rm.  103 
§  San  Francisco,  CA  941 24 


Client  Proj.  ID:  Marshall  Elementary 
Lab  Proj.  ID:  9708D25 


Sampled:  08/23/97 
Received:  08/25/97  | 
Analyzed:  see  below  | 


|  Attention:     Bruce  Gjannini  


^^fa^ai^mijuiiiiiiMUittMHiiwifflWHlt'llliillliiiiiilluit 


gssHKSu-'i-iusa 


3S^I£BBi!ilii£niI!SEi£^!3ECaiSGIilU 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D25-15 
barnpie  Desc  .  liquid, Marshall  13 

Lead 

mg/L 

08/28/97 

0.0050 

0.0066 

Lab  No:  9708D25-16 
oampie  uesc  .  liquid,  Marsnaii  14 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-17 
Sample  Desc :  LIQUID, Marshall  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-18 
Sample  Desc  .  LIQUID.Marehall  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-19 
Sample  Desc  :  UQUID.MarshaU  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-2Q 
Sample  Desc  :  LIQUID, Marshall  18 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-21 

Sample  Desc  :  UQUID,Marshall  Blank 

0 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  % 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 004 


AUG.  29.  1  99?  4:44PM 


NO.  5401     F.  5/39 


/TN  Sequoia 
~  Analytical 


680  Chesapeake  Dnvr  RodwOod  Oty,  CA  94063       (650)  364-9600  FAX  (6J0)  364-9133 

404  N  Wi«*<  Une  Walnut  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988-9673 

819  Striker  Avenue,  SuKe  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


| SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 


I  Attention: 


Bruce  Giannini 

 =:^aaaamiimiiii  imnn 

=- — -v^mBmuiHilKII 


miniiiiiiiiy":  • 


Client  Pro].  ID:  Marshall  Elementary 
Lab  Proj.  ID:  9708D25 


  i— 

Sampled:  08/23/97  ||j 
Received:  08/25/97  | 
Analyzed;  see  below  i 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D25-22 
Sample  Desc  :  LIQUID,  Marshall  19 

Lead 


mg/L 


08/28/97 


0.0050 


0.048 


s 


AnaJytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Fane. 


08/29/97  17:44 


TX/RX  NO. 9320  P. 005 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  805  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  n  ,  D  . 

Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  1 

3.0 

1.0 

Micro  48050-01 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  2 

13.3 

1.0 

Micro  48050-02 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  3 

11.0 

1.0 

Micro  48050-03 

DRINKING  FOUNTAIN 

ran 

FIRST  DRAW 

Client 

THURGOOD  M.  4 

1 1 .3 

1.0 

Micro  48050-04 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

Client 

THURGOOD  M.  5 

44.4 

1.0 

Micro  48050-05 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

Technical  Supervisor:    2  ^—^^--w.  x^--^   9/8/ 97   Analyst:   ™  

Farid  RarrTezaT^acferTr^M^S- 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^Sao^nalysi&jn  dntying  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    48  05  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  6 

5.4 

1.0 

Micro  48050-06 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  7 

2.9 

1.0 

Micro  48050-07 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  8 

1.8 

1.0 

Micro  48050-08 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  9 

18.0 

1.0 

Micro  48050-09 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  10 

3.1 

1.0 

Micro  48050-10 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forle^aanalysls-Tfi  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

PROJECT:  Micro  Log  In    48  05  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  .  _, 

'  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  11 

7.1 

1.0 

Micro  48050-11 

DRINKING  FOUNTAIN 
BG1 

FIRST  DRAW 

Client 

THURGOOD  M.  12 

9.8 

1.0 

Micro  48050-12 

DRINKING  FOUNTAIN 
GG1 

FIRST  DRAW 

Client 

THURGOOD  M.  13 

12.8 

1.0 

Micro  48050-13 

DRINKING  FOUNTAIN 
BG2 

FIRST  DRAW 

Client 

THURGOOD  M.  14 

20.8 

1.0 

Micro  48050-14 

DRINKING  FOUNTAIN 
GG2 

FIRST  DRAW 

Client 

THURGOOD  M.  15 

41.7 

1.0 

Micro  48050-15 

DRINKING  FOUNTAIN 
C83 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditecNer-lead  afialysisJh  drinking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  por  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  5  0 
Total  Samples  1  9 
Date  Sampled  8/26/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

THURGOOD  M.  16 

Micro  48050-16 

SINK  FAUCET 
124E 

FIRST  DRAW 

2.4 

1.0 

Client 

THURGOOD  M.  17 

Micro  48050-17 

DRINKING  FOUNTAIN 
C86 

FIRST  DRAW 

14.3 

1.0 

Client 

THURGOOD  M.  18 

Micro  48050-18 

SINK  FAUCET 
127  A 

FIRST  DRAW 

21.3 

1.0 

Client 

THURGOOD  M.  19 

Micro 

BLANK 

48050-19 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


aOetO 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  l&ad^nalysis^rn-dfthking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT.  14.  1  997  12:09PM 


NO.  7167 


P.  31/76 


y*"T^V         Sfniini?J  680  0>«»Peakc  Drive  Redwood  Cw  CA  94063      (650)  364-960O         FAX  (650)  364-9233 

f     4  -J        .Jt^UWlCl  404  N.  Wiget  Lane  Wjlnut  Creek,  CA  94598       (510)  $61-9600         FAX  (510)  988-9673 


Analytical 


8 19  Striker  Avenue,  Suites     Sacr*menU>,  CA  95834  (916)921-9600  FAX  (916)  921-0100 


:-—-'::::ii:i;iiniBioiSi7il,iLiiUumo! 

i SFUSD 

?!  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

£  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Marshall  HS 
LabProj.  ID:  9710514 


<roraiiiuiiiiiiyM!<:< 


J.'>l»lll»llllUIIIB;illi5555Si==Siia^!ini  

Sampled:  10/07/97  | 
Received:  10/09/97  jjj 
Analyzed:  see  below 


Reported:  10/14/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-01 

Sample  Desc  :  UQUID.Marshall  2-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-02 

Sample  Desc  :  LIQUID, Marshall  2-B 

Lead 

mg/L 

10/13/97 

O.0050 

0014 

Lab  No:  9710514-03 

Sample  Desc  :  LIQUID,Marshall  2-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-04 

Sample  Desc  :  UQUID,Marshall  5-A 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-05 

Sample  Desc  '  LIQUID,Mareha?f  5-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

Lab  No:  9710514-06 

Sample  Desc  :  LlQUID3Marshali  5-C 

Lead 

mg/L 

10/13/97 

0  0050 

N.D. 

Lab  No:  9710514-07 

Sample  Desc  :  LIQUlD,Marshall  9-A 

Lead 

mg/L 

10/13/97 

0.0050 

0.0080 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager, 


P»go: 


10/14/97     11:58         TX/RXN0.0298  P. 031 


HU.  f  1  0 


S^cjLiois. 
Analytical 


680  Chesapeake  Drive 

4Q4  N.  Wiget  Lane 

819  Striker  Avenue.  Suite  8 


Redwood  City,  CA.  94063 
Walnut  Oeek,  CA  9459B 
Sacramento,  CA  95834 


(650)  364-9600 
(S10)  988-9600 
(916)  911-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (9)6)  921-0100 


-  *:inrasK!ccro:ioKiJt:':" 


miiiiiiiiiiii;;'  iiiiiii;iiiii!ii.MM 

II  SFUSD 
I  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

in  Attention:     Bruce  Glannini 


===Hmm35iflBa"'lm"™— L 


:iiiv.!K!MiiHnnuiuOII3oia^2lE~^  '  "'  ■tiiiiiliillflliiiiiiliui. 

Client  Proj.  ID:     Marshall  HS 
Lab  Proj.  ID:  9710514 


niss-srasRWWlaia 


HLMMllinillllMHiN.;!.;;- 


Sampled:  10/07/97  I 
Received:  10/09/97  | 
Analyzed:  see  below  1 


Reported:  10/14/97 

.'iiiiimiAi|||i|i|iiiiiiiiiS  ,.,:..':':-?:--■:-;::=: 


 L'JEIII! 

:iiniiiiiniiiii:i! 


LABORATORY  ANALYSIS 


Analyte 

Unite 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-08 
Sample  Desc  :  LIQUID.Marshall  9-6 

Lead 

mg/L 

10/13/97 

0.0050 

0.025 

Lab  No:  9710514-09 
Sample  Desc :  LlQUlD.Marshall  9-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-10 

Sample  Desc  :  LIQUID, Marshall  9-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No;  9710514-11 

Sample  Desc  :  LlQUlD.Marshall  13-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D, 

Lab  No:  9710514-12 

Sample  Desc  :  UQUID,Marshall  13-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-13 

Sample  Desc  :  LIQUID,MarshaH  13-C 

Lead 

mg/L 

10/13/97 

0-0050 

N.D. 

Lab  No;  9710514-14 

Sample  Desc  :  UQUID,Marshall  14- A 

Lead 

rng/L 

10/13/97 

0.0050 

N.D. 

Analytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pager 


10/14/97    11:58         TX/RXNO.0298         P. 032 


KU.  f  10/       r.    0  3/  I  0 


/TN  Sequoia 
^  ^  Analytical 


6B0  Chesapeake  Drive  Redwood  Gly,  CA  94063  (650)364-9600  FAX  (650)  364-9133 
40*  K.  Wifiei  Lane  Walnut  Creek,  CA  94598       (510)  98B-9G0O         FAX  (5 10)  988-9673 

619  Strike*  Avenue,  Suite  8    Sacramento,  CA  95934         (9 1€)  931-9600         FAX  (916)  921-0100 


S  SFUSD 
a  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Client  Proj.  ID:  Marshall  HS 
Lab  Proj.  ID:  9710514 


"^iiiiiiiii™ 

Sampled:  10/07/97  g 

Received:  10/09/97  | 

Analyzed:  see  below  I 


I  Attention:      Bruce  Glannlni 

Finn  inuiirnniniiiiiiiiiiiiiiiii;i:Mi;iMMiM:^^5=^~=— ===- —   

iiiH,n£inmirs;ii,»i;:„;:i;;^:i!:!i;^!ii:'!i;i  ^:   ^yiHciui.iiiiiiiin  •!••!  i  i„;,;.i... 


!= U*  ■!•!!•■.!!!!  II II If  II I  IRIESSai 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-15 

Sample  Desc :  LIQUID, Marshall  14-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-16 

Sample  Desc  :  LIQUID,  Marshall  14-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-17 

Sample  Desc :  LIQUID.Marshall  15-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D 

Lab  No:  9710514-18 

Sample  Desc :  LIQUID, Marshall  15-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-19 

Sample  Desc  :  LI  QUID,  Marshal!  15-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

UbNo:  9710514-20 

Sample  Desc  :  LIQUID.Marshall  15-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Lab  No:  9710514-21 

Sample  Desc  :  LIQUID. Marshall  17-A 

Lead 

mg/L 

10/13/97 

0.0050 

0.032 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 

Sheila  Flynn 
Project  Manage 


Pace. 


10/14/97     11:58         TX/RXN0.0298  P. 033 


va-i.  14.  133  f  i£;iun«  '101      r.  id 


CpnilOi^  680  Chesapeake  Drive  Redwood  Oty,  CA  94063      (650)  364-9600         TAX  (650)  364-9133 

%\  404  N.  Wiget  Lane  Wslnut  Creek.  CA  9459B       (510)983-9600         FAX  (510)  988-967 J 

j^J^^Jy^Q^J  819  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  911-0100 


-ir.aimmnrapfpiym)|i||[| 

^nrairaqnGHiiiii'iiiiil 


1  SFUSD 
iii  1551  Newcomb  Ave.,  Rm.  103 
;;;  San  Francisco.  CA  94124 


Client  Proj.  ID:  Marshall  HS 
LabProj.  ID:  9710514 


is  Attention: 

llliiiniimyiaumastsr 


Bruce  Glannini 


 |i|ii|llliimill  ;ts 


Reported: 

— i  


uiiiiiiiiiiiiiiiiinii  


^MIUlllllillllllllHI::iH! 


10/14/97 

Ei»nramlijb|i!isaE= 


Sampled:  10/07/97 
Received:  10/09/97  1 
Analyzed:  see  below  jjj 


LABORATORY  ANALYSIS 


Mnaiyie 

units 

Analyzed 

Limit 

sample 
Results 

LabNO:  9710514-22 

lomrJo  riacp  •  1  milin  Marahnll  17  £5 
oq!  1 1  pi  H  U'trbtj  .  [— lv#UI*-*jBVJtir3llt3|!  |  f  -S3 

Lead 

mg/L 

10/13/97 

0.0050 

0.0QS0 

Lab  No:  9710514-23 

Co mnlp  DflQ^  *  1  flfiinn  Marshall  17-P 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Lab  No:  9710514-24 

Sample  Desc  :  LIQUID.Marshall  1$>A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-25 

Sample  Desc  :  LIQUID.Marshall  1S-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-26 

Sample  Desc  :  LIQUID.Marshall  18-C 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-27 

Sample  Desc  :  UQUID,Mar$hall  18-D 

Lead 

mg/L 

10/13/97 

0-0050 

0.010 

Lab  No:  9710514-28 

Sample  Desc  :  LIQUID,Marshall  18-D  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Analytej  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 034 


.  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063  (650)  364.9600  FAX  {$50)  36*-9i33 
404  N.  Wlgei  Urn*  Walnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  986-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (91 6)  92 1-0 100 


IIWnMN  |I|IIII!!I!IHIN1JIII,'JL 


:^mi  im;i;ii!:i!-rr 


I SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 

E  Attention:      Bruce  Giannini 

•  ;,,,'!::!l|!:>il!niliri(>'"^- 


Client  Pro].  ID:  Marshall  HS 
LabProj.  ID:  9710514 


I  •■  iiikti: 

:;h:k;!i::ii!hI1iI!i!i, 


Sampled:  10/07/97 
Received:  10/09/97  1 
Analyzed:  see  below  Si! 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710514-29 

Sample  Desc  :  LIOUID.Marshafl  Blank 


Lead 


mg/L 


10/13/97 


0.0Q50 


N.D. 


tfialytos  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  delectlon. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Pago  ^ 


10/14/97     11:58         TX/RXN0.0298  P. 035 


I 

I 


NO  5262    F  15/26 

AUG.  27.  1997  10: 26AM  m  ™L  r 

r,,/-v^-*  68ft  Ch^^ke  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

UOia  Snut  ace?  CA  94598       (510)  985-9600         FAX  (5.0)  989-9673 

i»  Suite  8    Sac™*™.  CA  95834  (91*)  *.-*00         FAX  (9.6) 


Analytical 


g  SFUSD  Client  Proj.  ID:     Florence  Martin 

E  1551  Newcomb  Ave.,  Rm.  103 

1  San  Francisco,  CA  94124  Lab  Pro).  ID:  9708B59 

■ 


s^MteEsimtni..  <m    

Sampled:  08/18/97  i 

Received:  08/22/97  | 

Analyzed:  see  below  iH 


Ifi 


Attention:     Bruce  Gjannini 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B69-01 

Sample  Desc  :  UQUID,F1orence  Martin  1 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B59-02 

Sample  Desc :  UQUID.FIorence  Martin  1  Dup 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B59-03 

Sample  Desc :  UQUlD,Fiorence  Martin  2 


Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B59-04 

Sample  Desc :  LIQUID. Florence  Martin  3 

Lead 


mg/L 


08/26/97 


00050 


N.D. 


.8 


Lab  No:  9708B59-O5 

Sample  Desc :  LIQUID,  Florence  Martin  4 

Lead 


mg/L 


08/26/97 


0.0050 


0.018 


s 


Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Shelia  Flynn 
Project  Manager 


Pag* 


08/27/97     11:23         TX/RXN0.9237  P. 015  ■ 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCATEER  HS 


Micro  Log  In    4  8  2  4  0 
Total  Samples  1  7 
Date  Sampled  9/6/9  7 
Date  Received  9/6/97 
Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
AUDITC 
FIRST  C 

1 

48240-01 

*G  FOUNTAIN 
RIUM  LOBBY 
)RAW 

47.4 

1.0 

Client 
Micro 

SINK  Ft 
CAFETE 
FIRST  t 

2 

48240-02 
kUCET 

IRIA  KIT.  WEST 
IRAW 

3.4 

1.0 

Client 
Micro 

SINK  Ft 
CAFET! 
FIRST  I 

3 

48240-03 
KUCET 

■RIA  KIT.  CENTER 
IRAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETI 
FIRST  [ 

4 

48240-04 
XUCET 

:RIA  KIT.  EAST 
)RAW 

13.9 

1.0 

Client 
Micro 

DRINKI 
GIRLS' 
FIRST  1 

5 

48240-05 

NG  FOUNTAIN 
LOCKER  ROOM  NORTH 
IRAW 

18.0 

1.0 

Technical  Supervisor: 


"9/8/97 


Analyst: 


AL/SL 


zanzadeh/^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fdr leaaVma'lysis  in  dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certific£tte~J*l037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/9  7 

San  Francisco,  CA    94124  Date  Received  9/6/97 

Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

9.9 

1.0 

Micro  48240-06 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  NORTH 

FIRST  DRAW 

Client 

7 

3.9 

1.0 

Micro  48240-07 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  SOUTH 

FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  48240-08 

DRINKING  FOUNTAIN 
GYM  LOBBY  EAST 
FIRST  DRAW 

Client 

9 

4.1 

1.0 

Micro  48240-09 

DRINKING  FOUNTAIN 
GYM  LOBBY  WEST 
FIRST  DRAW 

Client 

1  0 

<      1 .0 

1.0 

Micro 

BLANK 

48240-10 

Technical  Supervisor: 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read-arorfy^is^in^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA  94124  _  ,  _  . 

Date  Received  9/6/97 
Date  Analyzed  9/6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

3.6 

1.0 

Micro  48240-11 

DRINKING  FOUNTAIN 
ACADEMIC  -L4  N  HALL 
FIRST  DRAW 

Client 

1  2 

10.5 

1.0 

Micro  48240-12 

DRINKING  FOUNTAIN 
ACADEMIC  -  L4  S.  HALL  E.  END 
FIRST  DRAW 

Client 

1  4 

16.1 

1.0 

Micro  48240-13 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  H ALL  -  W.  END 
FIRST  DRAW 

Client 

1  5 

5.7 

1.0 

Micro  48240-14 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  E.  END 
FIRST  DRAW 

Client 

1  6 

21 .1 

1.0 

Micro  48240-15 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  E.  EN  D 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  focJejadz^lysis4n_dj^ing  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~?TD37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/9  7 

San  Francisco,  CA    94124  Date  Received  9/6/97 

Date  Analyzed  9/6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  7 

Micro 

48240-16 

2.9 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L2  N.  HALL 
FIRST  DRAW 

Client 

1  8 

Micro 

48240-17 

4.8 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L2  S.  HALL  -  W.  END 
FIRST  DRAW 

Technical  Supervisor: 


9/7/97 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accreditedTcj^aa^anaTy^iFTrrtlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificaTe~#T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  9322 

SFUSD  -  Asbestos  Control  Program  MCATEER  HS  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  DateSampied  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  9 

Micro 

49322-01 

1.0 

DRINKING  FOUNTAIN  -  CAFETERIA  WEST 
FIRST  DRAW 

7.2 

Client 

22 

Micro 

49322-02 

1.0 

DRINKING  FOUNTAIN  -  ACADEMIC 
L4  SOUTH  HALL  -  WEST  END 
FIRST  DRAW 

5.6 

Technical  Supervisor: 


JO 


0/12/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  rW  lead  ana\sTs-4a^rinkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificaie^#1037)  Samples~are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 

I 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  08  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  DateSampied  11/22/97 

San  Francisco,  CA    94124  Date  Received  1  1 /2 2/9 7 

Date  Analyzed  11/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

4A 

Micro  50892-01 

SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

2.4 

1.0 

Client 

4B 

Micro  50892-02 

SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

1 .8 

1.0 

Client 

4C 

Micro  50892-03 
SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

9.9 

1.0 

Client 

1  A 

Micro 

50892-04 

1 1 .0 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Client 

1  B 

Micro 

50892-05 

8.8 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa-aftfflysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  50892 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  DateSampied  11/22/97 

San  FranciSCO,  CA    94124  Date  Received  1 1 /2 2/9 7 

Date  Analyzed  1  1/2  2/9  7 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  C 

Micro 

50892-06 

28.1 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Client 

5A 

Micro 

50892-07 

1.0 

DRINKING  FOUNTAIN 
GIRL'S  LOCKER  ROOM  - 

NORTH 

7.3 

Client 

5B 

Micro 

50892-08 

1.0 

DRINKING  FOUNTAIN 
GIRL'S  LOCKER  ROOM  - 

NORTH 

5.1 

Client 

5C 

Micro  50892-09 

DRINKING  FOUNTAIN 
GIRL'S  LOCKER  ROOM  - 

NORTH 

10.3 

1.0 

Client 

1  4A 

Micro 

50892-10 

3.8 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL 

-  W.  END 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacT analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  089  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  DateSampied  11/22/97 

San  Francisco,  CA    94124  Date  Received  1  1 /22/9 7 

Date  Analyzed  11/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

14B 

Micro 

50892-11 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  •  W.  END 

3.6 

Client 

14C 

Micro 

50892-12 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  W.  END 

9.4 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read-analysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47943 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#1 

12.5 

1.0 

Micro  47943-01 

DRINKING  FOUNTAIN 
RM14 

FIRST  DRAW 

Client 

#2 

13.2 

1.0 

Micro  47943-02 

DRINKING  FOUNTAIN 
RM15 

FIRST  DRAW 

Client 

#3 

9.5 

1.0 

Micro  47943-03 

DRINKING  FOUNTAIN 
RM13 

FIRST  DRAW 

Client 

#4 

12.9 

1.0 

Micro  47943-04 

DRINKING  FOUNTAIN 
RM16 

FIRST  DRAW 

Client 

#5 

29.8 

1.0 

Micro  47943-05 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor:     / - — y*:^^<i  9 1 7 1 9 7   Analyst:   

Farid  I 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead  analysis  indrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC 

San  Francisco,  CA  94124 


Micro  Log  In    47  94  3 
Total  Samples  2  6 
Date  Sampled  8/24/97 
Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#6 

6.1 

1.0 

Micro  47943-06 

DRINKING  FOUNTAIN 
RM11 

FIRST  DRAW 

Client 

#7 

7.4 

1.0 

Micro  47943-07 

DRINKING  FOUNTAIN 
RM10 

FIRST  DRAW 

Client 

#8 

5.4 

1.0 

Micro  47943-08 

DRINKING  FOUNTAIN 
RM  9 

FIRST  DRAW 

Client 

#9 

2.7 

1.0 

Micro  47943-09 

DRINKING  FOUNTAIN 
RM12 

FIRST  DRAW 

Client 

#10 

2.8 

1.0 

Micro  47943-10 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

Technical  Supervisor: 


Farid  rjamezajiz^debJrvfcS. 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47943 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA  94124  _  ,  D  . 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#1 1 

Micro 

47943-1 1 

1.0 

DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

2.3 

Client 

#12 

Micro 

47943-12 

1.0 

DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

4.1 

Client 

#13 

Micro 

47943-13 

3.9 

1.0 

DRINKING  FOUNTAIN 
RM  8 

FIRST  DRAW 

Client 

#14 

Micro 

47943-14 

21 .2 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 

Client 

#15 

Micro 

47943-15 

8.4 

1.0 

DRINKING  FOUNTAIN 
RM  2 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iead-ahalysis4a)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  (he 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47943 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#16 

5.9 

1.0 

Micro  47943-16 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

#17 

3.0 

1.0 

Micro  47943-17 

DRINKING  FOUNTAIN 
RM  1 

FIRST  DRAW 

Client 

#18 

4.6 

1.0 

Micro  47943-18 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Client 

#19 

<      1 .0 

1.0 

Micro  47943-19 

DRINKING  FOUNTAIN 
OUTSIDE  L  -  DF 
FIRST  DRAW 

Client 

#20 

<      1 .0 

1.0 

Micro  47943-20 

DRINKING  FOUNTAIN 
OUTSIDE  R  -  DF 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FRANK  McCOPPIN  ES  /  CC 

San  Francisco,  CA  94124 

Date  Analyzed  9/2/9  7 


Micro  Log  In  4  7  9  4  3 

Total  Samples  2  6 

Date  Sampled  8/24/97 

Date  Received  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#21 

4.2 

1.0 

Micro  47943-21 

DRINKING  FOUNTAIN 
CC  ROOM 
FIRST  DRAW 

Client 

#22 

6.0 

1.0 

Micro  47943-22 

SINK  FAUCET 
CC  KITCHEN 
FIRST  DRAW 

Client 

#23 

1 .6 

1.0 

Micro  47943-23 

SINK  FAUCET 
FACULTY  ROOM 
FIRST  DRAW 

Client 

#24 

<      1 .0 

1.0 

Micro  47943-24 

MULTIPLE  DRINKING  FOUNTAIN 
YARD 

FIRST  DRAW 

Client 

#25 

<      1 .0 

1.0 

Micro 

BLANK 

47943-25 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTarialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47943 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#26 

Micro  47943-26 

MULTIPLE  DRINKING  FOUNTAIN 
PRINCIPAL'S  OFFICE 
FIRST  DRAW 

19.4 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
ROOM  1 
RE-SAN 

1  A 

49316-01 

MG  FOUNTAIN 
4 

IPLE 

2.0 

1.0 

Client 
Micro 

DRINK) 
ROOM  1 
RE-SAM 

1  B 

49316-02 

*JG  FOUNTAIN 
4 

IPLE 

1 .9 

1.0 

Client 
Micro 

DRINKI 
ROOM1 
RE-SAM 

1C 

49316-03 

KG  FOUNTAIN 
4 

IPLE 

1.9 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAM 

2A 

49316-04 

MG  FOUNTAIN 
5 

IPLE 

2.1 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAM 

2B 

49316-05 

MG  FOUNTAIN 

5 

IPLE 

2.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Wiejid_a^aly5ts4rulrjrikjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 8th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2C 

1.9 

1.0 

Micro  49316-06 

DRINKING  FOUNTAIN 
ROOM  15 
RE-SAMPLE 

Client 

1 .8 

1.0 

Micro  49316-07 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

1 .4 

1.0 

Micro  49316-08 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

^  nr. 

1 .7 

1.0 

Micro  49316-09 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

3.0 

1.0 

Micro   49316-10                 ^  '  » 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 

Technical  Supervisor: 


-y<^S^  frti/ 


13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead  anaVsjsin  dNnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificatV410JJ7.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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1  MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES 
San  Francisco,  CA  94124 

Date  Analyzed  10/8/9  7 


Micro  Log  In  49316 
Total  Samples  1  5 
Date  Sampled  10/4/97 
Date  Received  10/8/97 


Client  Sample  ID 


7^ 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49316-11 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 


2.4 


1.0 


Client 


Micro  49316-12 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 


2.5 


1.0 


Client 


Micro  49316-13 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


3.8 


1.0 


Client 


Micro  49316-14 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


2.6 


1.0 


Client 


Micro  49316-15 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


3.6 


1.0 


Technical  Supervisor: 


„J?0/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aVtalysis  in  jinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertifWtflJkro37T~~Sarnples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


5 

i 

ia 

i 


AUG.  27.  1  997  4: 


fk\  Sequoia 
-  ~  Analytical 


NO.  5294     P.  14/44 

680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600  FAX  (650)  364-9133 

404  N.  Wigec  Lane              Walnut  Creek,  CA  94598       (510)  988-9600  RAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834          (916)  921-9600  FAX  (916)  911-0100 


...Jlllllill 

SFUSD 

1551  Newcomb  Ave..  Rm.  103 
| San  Francisco,  CA  94124 

Attention-      Bruce  Giannini 

^liSSSBliillllllllrtimiii,!  in 


"Client  Proj.  ID:  McKinley,  E.S. 
Lab  Proj.  ID:  9708B70 


Sampled:  08/19/97  l 
Received:  08/22/97  | 
Analyzed:  see  below  | 


iimiiiuiniiiitiiiiiiiiniiiui  minium 


LABORATORY  ANALYSIS 


Anaryte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B70-01 

Sample  Desc :  UQUlD,McKinley*l  (Blank) 

Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


_ab  No:  9708B70-02 
Sample  Desc :  LIQUID, McKinley-2 

Lead 


mg/L 


08/26/97 


0-0050 


0.012 


-abNo:  9708B70-03 
f  Sample  Desc :  LIQUID,McKinley-2  (Dup) 

Lead 


mg/L 


08/26/97 


0.0050 


0.011 


D 


lb  No:  9708B70-04 
ample  Desc :  LIQUID,  McKlnley-3 

Lead 


mg/L 


08/26/97 


0.0050 


0.011 


I-ab  No:  9708870-05 
Sample  Desc :  UQUID.McKinley-4 

m  Lead   mg/L 

■LabNo:  9708B70-06 

'  Sample  Desc :  UQUID,MeKinley-5 

Lead  mg/L 


08/26/97 


08/26/97 


-3b  No:  9708B70-07 
Sample  Desc :  UQUID,McKinley-6 

Lead 


mg/L 


08/26/97 


0.0050 


0.0050 


0.0050 


0.0054 


N.D. 


0.020  y 


I  .alytes  reported  as  N.0,  were  not  present  above  the  stated  limit  of  detection. 
EQUOIA  ANALYTICAL    ELAP  #iaio 


heilaFlynn 
'  pject  Manager 


08/27/97     17:27         TX/RX  NO. 9248  P. 014 


AUG.  27.  1997   4:30PM  NO.  5294     F.  Lb/44 


f±\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  9B8-9673 

8)9  Striker  Avenue.  Suite  8     Sacramento.  CA  95834  (916)  9J1.960Q  FAX  (916)  921-0100 


iiiiui!iituiniiniiiiiiiiuiuui 


||iUjiiilliilllinilliillliinnx3Z 

!fi  SFUSD  Client  ProJ.  ID:     McKinley.  E.S. 

1  1551  Newcomb  Ave.,  Rm.  103 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B7Q 

|  Attention:     Bruce  Giannlnl 

=;-=j3^H^f^n|i[]iiniiiiiiii  luniiHiiiHuiuuj- ■ 

iiiiiniUBffilllUiinilllllllllliilliiiiiiiiiiiiimnnrai-^^s 


liiiiiiiiii  iiiiii1iiiiiI5E?!SS!ll^^= 


Sampled:  08/19/97  | 

Received:  08/22/97  § 

Analyzed:  see  below  | 

Reported:  08/27/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-08 

Qamnjo  Hoor-  ■  1  if\t  lift  M#«lf  .nlAi.  *7 

^ampie  uesc  .  ij(juiu,MCr\iniey-7 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Lab  No:  9708B70-09 
oarripte  uesc .  uuuiu,MCmniey~B 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-10 
bampie  uesc  .  LIQUID, McKinley-9 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Lab  No:  9708B70-11 
Sample  Desc :  LIQUID,McKinley-10 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B70-12 
Sample  Desc :  UQUID,McKinley-H 

Lead 

mg/L 

08/26/97 

0.0050 

0.027 

Lab  No:  9708B70-13 
Sample  Desc :  LIQUlD,McKInley-l2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-14 
Sample  Desc .  LIQUID,McKinley-13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pagia: 


08/27/97    17:27         TX/RX  NO. 9248         P. 015 


AUG.  2?.  1  997  4:30PM 

fk\  Sequoia 
~  Analytical 


NO.  5294  P. 


l'6/4< 


680  Chesapeake  Drive  Redwood  City,  CA  94063 
404  N.  Wiget  Lane  Walnut  Creek,  CA  9459B 

B19  Striker  Avenue,  Suite  B     Sacramento,  CA  95B34 


(650)  364-9600 
(510)  9*8.9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  98B.9673 
FAX  (916)  921-0100 


I 


f  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
jj  San  Francisco,  CA  94124 

1  Attention:     Bruce  Giannini 


Client  ProJ.  ID:  McKinley,  E.S- 
Lab  Proj.  ID:  9708B70 


Sampled:  08/19/97 
Received:  08/22/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


i 


I 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-15 
Sample  Desc :  LIQUID,McKiniey-14 

Lead 

mg/L 

OB/26/97 

0.0050 

0.0066 

Lab  No:  9708B70-16 
Sample  Desc :  UQUID,McKinley-15 

Lead 

mg/L 

08/26/97 

0.0050 

0.0089 

Lab  No:  9708B70-17 
Sample  Desc :  UQUID,McKinley-16 

Lead 

mg/L 

08/26/97 

0.0050 

0.019 

Lab  No:  9708B70-18 
Sample  Desc :  UQUID.McKinley-17 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-19 
Sample  Desc :  LIQUJD,McKinley-18 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-20 

Sample  Desc  :  UQUIDrMcKinley-18  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-21 
Sample  Desc :  LIQUID, McKinley- 19 

Lead 

mg/L 

08/26/97 

0.0050 

0.0085 

"D 


inalytes  reported  as  N.D.  ware  not  prose rrt  above  the  stated  limit  Of  detection. 

.SEQUOIA ANALYTICAL  -  ELAP#1210 


hella  Flynn 
roject  Manager 


Pagn 


08/27/97     17:27         TX/RX  NO. 9248  P. 016 


AUG.  27.  1997   4:31PM  NO.  5294     F.  17/44 

fk\  Sequoia 
Analytical 


680  Che»o«ke  Drive  Redwood  City,  CA  94063  (650)  964-9600  FAX  (650)  364-9233 
404  N.  VPiget  Lane  Walnut  Creek.  CA  94598      (510)  988-9600         FAX  (510)  988-9673 

819  5trikcrAvcntK:r$uite8     Sacramento.  CA  95834  (9161  921-9600  FAX  (916)  921.0100 


nhliUu^Ulalllllll!lll!llllllllllllllll!llllll!l|l|l|l|l||l|l: 

IE  SRJSD 

i;  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


Client  Pro].  ID:  McKinley,  E.S. 
Lab  Proj.  ID:  9708B70 


Sampled:  08/19/97 
Received:  08/22/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Sample  Desc  :  LIQUID, McKiniey-20 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

I  ah  Mn-  Q7nAR70.M 

Sample  Desc :  LIQUID,McKinley-2l 

Lead 

mg/L 

08/26/67 

0.0050 

0.010 

Lab  No  9708B70-24 
Sample  Desc  :  LIQUID, McKlnloy-22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-25 
Sample  Desc :  UQUID,MoKinley-23 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-26 
Sample  Desc :  LIQUID,McKinley-24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-27 
Sample  Desc :  LIQUID,McKinley-25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-28 

Sample  Desc  :  UQUID,McKinley-25  (Dup) 

Lead 

mg/L 

08/26/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  Stated  limit  of  detection, 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/27/97    17:27         TX/RX  NO. 9248         P. 017 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCKINLEY  ES 


Micro  Log  In    4  97  0  5 
Total  Samples  4 
Date  Sampled   9/10/9  7 
Date  Received  10/18/97 
Date  Analyzed  10/18/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

27 

3.5 

1.0 

Micro  49705-01 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 

Client 

28 

2.3 

1.0 

Micro  49705-02 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 

Client 

30 

3.8 

1.0 

Micro  49705-03 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  27 
FIRST  DRAW 

Client 

31 

2.6 

1.0 

Micro  49705-04 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  27 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead_aj}alysis  irTcJffnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    483  83 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  9/10/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

26 

Micro  48383-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

4.8 

1.0 

Client 

27 

Micro  48383-02 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

<     1 .0 

1.0 

NOT  ANALYZED 

Client 

28 

Micro  48383-03 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

NOT  ANALYZED 

Client 

29 

Micro  48383-04 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

4.1 

1.0 

Client 

30 

Micro  48383-05 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

NOT  ANALYZED 

Technical  Supervisor: 


Farid  Ram 


/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-^QaJysteanjjrinRjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCKINLEY  ES 


Micro  Log  In    4  8  3  8  3 
Total  Samples  6 
Date  Sampled  9/10/97 
Date  Received  9/10/97 
Date  Analyzed  9/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client                     3 1 

NOT  ANALYZED 

Micro  48383-06 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Technical  Supervisor: 


/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNe^d_ajTa^ysis~TTrdrirrf(ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,   EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 
1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2A 

2.9 

1.0 

Micro  49166-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

2B 

2.1 

1.0 

Micro  49166-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

2C 

7.7 

1.0 

Micro  49166-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 

Client 

7A 

2.7 

1.0 

Micro  49166-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 

Client 

7B 

2.1 

1.0 

Micro  49166-05 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forJead  an^ysis"1rvdjjriWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-~4U033-  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  10/2/97 

San  PranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

7C 

49166-06 

NIG  FOUNTAIN 
LOOR,  ROOM  #13 
)RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

1  OA 

49166-07 

NIG  FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

10B 

49166-08 

NIG  FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

2.0 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

1  oc 

49166-09 

NIG  FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

3.1 

1.0 

Client 
Micro 

BLANK 

BLANK 

49166-10 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a>iaJ^sfyd,rlnkrrig-water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T^amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  52163 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  1/18/98 

San  Francisco,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Df 
12 

MCKINLEY  6A 

52163-01 
UNKING  FOUNTAIN 

5.6 

1.0 

Client 
Micro 

SINK  Dl 
12 

MCKINLEY  6B 

52163-02 
LINKING  FOUNTAIN 

2.9 

1.0 

Client 
Micro 

SINK  Dl 
12 

MCKINLEY  6C 

52163-03 
LINKING  FOUNTAIN 

11.9 

1.0 

Client 
Micro 

SINK  Dl 
27 

MCKINLEY  16A 

52163-04 
LINKING  FOUNTAIN 

2.6 

1.0 

Client 
Micro 

SINKD 
27 

MCKINLEY  16B 

52163-05 
LINKING  FOUNTAIN 

2.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa~anaJy£i£i^<irinkU}g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52163 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1 /20/9 8 


Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
27 

MCKINLEY  16C 

52163-06 
LINKING  FOUNTAIN 

3.1 

1.0 

Client 
Micro 

BLANK 

MCKINLEY  BLANK 

52163-07 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^nalysts^n-xlrinkfng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #lD3?3samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  784 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCLAREN  CC  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

MCLAREN  #1 

1  .6 

1.0 

Micro  47784-01 

DRINKING  FOUNTAIN 
1 FL  OFFICE  HALLWAY 
FIRST  DRAW 

Client 

MCLAREN  #2 

<       1  .0 

1.0 

Micro  47784-02 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #3 

1.3 

1.0 

Micro  47784-03 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #4 

1.1 

1.0 

Micro  47784-04 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #5 

5.1 

1.0 

Micro  47784-05 

DRINKING  FOUNTAIN 
CAFETERIA 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leacLaDalysfeso-arinking  water  by  the  Calitornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47784 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCLAREN  CC  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

MCLAREN  #6 

5.0 

1.0 

Micro  47784-06 

DRINKING  FOUNTAIN 
2FL  HALL 
FIRST  DRAW 

Client 

MCLAREN  #7 

<      1 .0 

1.0 

Micro 

BLANK 

47784-07 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaU~analy§isj^  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  27.  1997  10:24AM 


/TN  Sequoia 
^""^  Analytical 


NO.  5262     F.  11/26 

■    p. Redwood  Ciw  CA  94063      (650)  364-9600        FAX  (650)  364-9133 
Chesapeake  Drtve  *     D       )c,« a.a.o^         FAX  f?lfl1  988-9673 


660 

404  M  Wlget 


I  J.  Walnut  Creek  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

4U-,  (nj.  wigci  Une  c   ^^TcA  M834  (916)  921-9600         FAX  (916)  91I-0I0Q 

Bl9  Striker  Avenue,  Suiw  8    Sacramento,        »»»  vsio; 


wml   ;  ,«!■  .ill1'1  nj'i"  A^s^^m-^T^-^^^m^m^ss^s^st^^wr'^^ 


IB 

I  SFUSD 

Si  1551  NewcombAve.,  Rm.  103 
£  San  Francisco.  CA  94124 
| 

|  Attention:     Bruce  Giannini  Reported:  08/27/97  « 


Client  Proj.  ID:  Harvey  Milk 
Lab  Proj.  ID:  9708B61 


Sampled:  08/16/97  = 
Received:  08/22/97  g 
Analyzed:  see  below  % 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B61-01 

Sample  Desc  :  LIQUID.Harvey  Milk  1 

Lead 


mg/L 


08/26/97 


00050 


N.D.  ^ 


Lab  No:  9708B61-02 

Sample  Desc :  UQUlD.Harvey  Milk  2 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B61-03 

Sample  Desc  :  LIQUID,Harvey  Milk  2  Duplicate 


Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B61-04 

Sample  Desc :  LIQUID,Harvey  Milk  3 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B61-05 

Sample  Desc :  LIQUID.Harvey  Milk  4 

Lead 


mg/L 


08/25/97 


Lab  No:  9708B61-06 

Sample  Desc  :  LIQUID, Harvey  Milk  5 

Lead 


mg/L 


08/25/97 


0.0050 


0.0050 


0.0093 


N.D 


5 


Lab  No:  9708B61-07 

Sample  Desc  :  LIQUID, Harvey  Milk  6 


Lead 


alytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


mg/L 


08/25/97 


0.0050 


0.0067 


Page 


08/27/97     11:23         TX/RXN0.9237  P. 011 


AUG.  27.  1997  iQ :25AM 


113.  bZb/     r.   L u £o 


/T\  Sequoia 
Analytical 


8)9  Striker  Avenue,  Suite  8     Sacramento,  CA  95B34  &\°>  * 


FAX  (650)  364-9533 
FAX  (510)  988-9673 
FAX  (?1«S)  911-0100 


I  SFUSD  Client  Proj.  ID:     Harvey  Milk  Sampled:  08/16/97  1 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  | 

S  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B61  Analyzed:  see  below  u 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B61-08 

Sample  Desc  :  LIQUID,Harvey  Milk  7 

Lead 

mg/L 

08/25/97 

0.0050 

0.0092 

Lab  No:  9708B61-09 

Sample  Desc :  UOUID,Harvey  Milk  8 

Lead 

mg/L 

08/25/97 

0.0050 

0.0070 

Lab  No:  9708B61-10 

Sample  Desc .  UQUID.Harvey  Milk  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB6M1 

Sample  Desc :  UQUlD,Harvey  Milk  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-12 

Sample  Desc  :  LIQUID.Harvey  Milk  11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Analytas  reported  as  N.D.  ware  not  present  above  the  staled  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/27/97  11:23 


TX/RX  NO. 9237 


P. 012 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/27/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-1 

Micro 

47609-01 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C90  OUTSIDE  RM  115 

FIRST  DRAW 

7.7 

Client 

722-2 

. — — — - — , 

Micro 

47609-02 

15.2 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

Client 

722-3 

Micro 

47609-03 

10.1 

1.0 

DRINKING  FOUNTAIN 
1  ST  FLOOR -RM  105 
FIRST  DRAW 

Client 

722-4 

Micro  47609-04 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  103 
FIRST  DRAW 

52.6 

2.0 

Client 

722-5 

Micro 

47609-05 

1  7.6 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  101 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  rerJeacLanalysis-in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47609 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/21 /9 7 

Date  Analyzed  8/27/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-6 

12.5 

1.0 

Micro  47609-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  -RM  100 
FIRST  DRAW 

Client 

722-7 

9.6 

1.0 

Micro  47609-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  102 
FIRST  DRAW 

Client 

722-8 

1 1 .9 

1.0 

Micro  47609-08 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  106 
FIRST  DRAW 

Client 

722-9 

1 .5 

1.0 

Micro  47609-09 
SINK  FAUCET 

1ST  FLOOR  -  RM  110  -  FACULTY  LOUNGE 
FIRST  DRAW 

Client 

722-10 

13.9 

1.0 

Micro  47609-10 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  001 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leadanalysis  indrTnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    47  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/27/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-11 

Micro 

47609-1 1 

20.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  010 
FIRST  DRAW 

Client 

722-12 

Micro 

47609-12 

9.5 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  012 
FIRST  DRAW 

Client 

722-13 

Micro 

47609-13 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  014 
FIRST  DRAW 

4.4 

Client 

722-14 

Micro  47609-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  016 
FIRST  DRAW 

20.6 

1.0 

Client 

722-15 

Micro 

47609-15 

21.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  018 
FIRST  DRAW 

Technical  Supervisor:     '  •  — 9 / 6 1 97  Analyst:   FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47609 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722  Date  Sampled  8/17/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/27/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

722-1 6 

Micro  47609-16 
SINK  FAUCET 

BASEMENT  FLOOR  RM  026  -  FACULTY 

LOUNGE 

FIRST  DRAW 

8.6 

1.0 

Client 

722-17 

Micro  47609-17 
SINK  FAUCET 

BASEMENT  FLOOR  -  KITCHEN  RM  023 
FIRST  DRAW 

17.2 

1.0 

Client 

722-1 8 

Micro  47609-18 
SINK  FAUCET 

BASEMENT  FLOOR  -  KITCHEN  RM  023 
FIRST  DRAW 

40.4 

1.0 

Client 

722-1 9 

Micro  47609-19 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  -  OUTSIDE  C92 
FIRST  DRAW 

1  1  .6 

1.0 

Client 

722-20 

Micro 

BLANK 

47609-20 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled   8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/27/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-21 

Micro  47609-21 

DRINKING  FOUNTAIN 
ROOM  123 
FIRST  DRAW 

24.7 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^"analysi§~wdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1 1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 

MIR  A  LOW!  A    \f  ^  1 


Micro  Log  In    49  61  0 
Total  Samples  28 
Date  Sampled  10/15/97 
Date  Received  10/16/97 
Date  Analyzed  10/16/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

722-2A 

22.0 

1.0 

Micro  49610-01 

DRINKING  FOUNTAIN 
1STFLOORROOM107 
1ST  DRAW 

Client 

722-2B 

6.2 

1.0 

Micro  49610-02 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
2ND  DRAW 

Client 

722-2C 

1  8.9 

1.0 

Micro  49610-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
3RD  DRAW 

Client 

722-5A 

10.8 

1.0 

Micro  49610-04 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
1ST  DRAW 

Client 

722-5B 

7.0 

1.0 

Micro  49610-05 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
2ND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts,  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  rlQ3A  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  Francisco,  CA    94124  Date  Received  1 0/1 6/9  7 


Date  Analyzed  10/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-5C 

Micro 

49610-06 

9.8 

"  — ______ 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
3RD  DRAW 

Client 

722-8A 

— ______  _ 

Micro 

49610-07 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
1ST  DRAW 

1 .4 

Client 

722-8B 

Micro 

49610-08 

1.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
2ND  DRAW 

Client 

722-8C 

Micro 

49610-09 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
3RD  DRAW 

2.1 

Client 

722-10A 

Micro 

49610-10 

18.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
1ST  DRAW 

Technical  Supervisor: 


Farid 


anzadtah,  M.S 


0/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaiysis\in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  MetlWljs/or  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  8 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  DateSampied  10/15/97 

San  Francisco,  CA    94124  Date  Received  1  0/1  6/97 

Date  Analyzed  1  0/1  6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-10B 

36.8 

1.0 

Micro  49610-11 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
2ND  DRAW 

Client 

722-10C 

18.9 

1.0 

Micro  49610-12 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
3RD  DRAW 

Client 

722-11A 

5.1 

1.0 

Micro  49610-13 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
1ST  DRAW 

Client 

722-11B 

2.8 

1.0 

Micro  49610-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
2ND  DRAW 

Client 

722-11C 

8.0 

1.0 

Micro  49610-15 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
3RD  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  odnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10a7.Nsamplefc.  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  ftrHhe  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  FranciSCO,  CA    94124  Date  Received  1 0/1 6/97 

Date  Analyzed  1  0/1  6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-5C 

9.8 

1.0 

Micro  49610-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
3RD  DRAW 

Client 

722-8A 

1.4 

1.0 

Micro  49610-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
1ST  DRAW 

Client 

722-8B 

1.8 

1.0 

Micro  49610-08 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
2ND  DRAW 

Client 

722-8C 

2.1 

1.0 

Micro  49610-09 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
3RD  DRAW 

Client 

722-10A 

1  8.9 

1.0 

Micro  49610-10 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
1ST  DRAW 

Technical  Supervisor: 


Farid  Ra>ne2anzad\h,  M.S. 


0/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaiysis\in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  MetlWs/or  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRA  LOMA 


Micro  Log  In    49  61  0 
Total  Samples  2  8 
Date  Sampled  10/15/97 
Date  Received  10/16/97 
Date  Analyzed  10/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-10B 

36.8 

1.0 

Micro  49610-11 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
2ND  DRAW 

Client 

722-10C 

18.9 

1.0 

Micro  49610-12 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
3RD  DRAW 

Client 

722-11  A 

5.1 

1.0 

Micro  49610-13 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
1ST  DRAW 

Client 

722-1 1B 

2.8 

1.0 

Micro  49610-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
2ND  DRAW 

Client 

722-11C 

8.0 

1.0 

Micro  49610-15 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
3RD  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  ckjnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.^ampl«.  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  fbMhe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  FranciSCO,  CA    94124  Date  Received  1 0/1 6/9  7 

•     •  Date  Analyzed  1  0/1  6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

C\  o  tn  tm  ante 

Client 

722-14A 

Micro 

49610-16 

2.9 

1.0 

— ___ _ — , — , —  

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
1ST  DRAW 

Client 

722-14B 

______  = — —  . 

Micro 

49610-17 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
2ND  DRAW 

1.7 

Client 

722-14C 

Micro 

49610-18 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
3RD  DRAW 

3.7 

Client 

722-15A 

Micro 

49610-19 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
1ST  DRAW 

2.7 

Client 

722-15B 

Micro 

49610-20 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
2ND  DRAW 

7.5 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahalysHs  Kdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^fflOOT-  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  forTfie  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1 1 551  Newcomb  Avenue,  Rm.  103 
I  San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRA  LOMA 


Micro  Log  In    4  9  61  0 
Total  Samples  28 
Date  Sampled  10/15/97 
Date  Received  10/16/97 
Date  Analyzed  10/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-15C 

Micro  49610-21 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
3RD  DRAW 

fi  7 

1  0 

Client 

722-17A 

Micro  49610-22 
SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
1ST  DRAW 

3.8 

1.0 

Client 

722-17B 

Micro  49610-23 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
2ND  DRAW 

1 .8 

1.0 

Client 

722-17C 

Micro  49610-24 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
3RD  DRAW 

12.9 

1.0 

Client 

722-18A 

Micro  49610-25 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
1ST  DRAW 

12.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  fead  analysis  irkdrinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificare-#4637.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  6 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  1 0/15/97 

San  Francisco,  CA    94124  Date  Received  1  0/1  6/97 

•    •  Date  Analyzed  1  0/1  6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-18B 

Micro  49610-26 
SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KrTCHEN 
2ND  DRAW 

2.9 

1.0 

Client 

722-18C 

Micro  49610-27 
SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
3RD  DRAW 

35.9 

1.0 

Client 

722-20A 

Micro 

BLANK 

49610-28 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forMe^adJanalysis  inNirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037\Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Exarrnnetion  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  021 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  MISSION  ANNEX  CC  Date  Sampled  8/2  3/97 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/3  0/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
STAFF 
FIRST  t 

2 

48021-01 

UJCET 

LOUNGE 

(RAW 

3.6 

1.0 

Client 
Micro 

FIELD  E 

5 

48021-02 
LANK 

<  1.0 

1.0 

Technical  Supervisor:    V  <kl — 1       v   9/8/97  Analyst:   FL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTarralysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  CC 


i 


Si 


Micro  Log  In    4  8  2  41 
Total  Samples  2 
Date  Sampled  9/5/97 
Date  Received  9/6/97 
Date  Analyzed  9/6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro  48241-01 

SINK  FAUCET 
KITCHEN  421  BARTLETT 
FIRST  DRAW 

(CO) 

4.6 

1.0 

Client 

4 

Micro  48241-02 

SINK  FAUCET 
KITCHEN  2950  MISSION 
FIRST  DRAW 

7.2 

1.0 

Technical  Supervisor: 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadVanalysSs  insdhn^ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #109?: — Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


APR-02-99  ERI  12:08  PM 


FAX  NO. 


P.  02/11 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  A  A  •  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S,D. 
MISSION  ANNEX 


Micro  Log  In    6  6112 
Tolal  Samples  1  1 
Data  Sampled  3/12/99 
Date  Recolved  3/12/99 
Date  Analyzed  3/15/9  9 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 

(ppb) 


Comments 


Client 

M.  ANNEX  1# 

<  1 

1 

Micro  66112*01  ' 

TOILET 
1ST  DRAW 

Client 
Micro 

TOILET 
2ND  OR 

M.  ANNEX^TB 

<  1 

1 

66112-02 
AW 

Client 
Micro 

KITCHE 
1ST  DR 

M.  ANNEX  ?A  ]fr 

<  1 

1 

66112-03  (d>) 
AW 

..„  ..     .  _a  

Client 

M.  ANNEX >B    f  f| 

1 

1 

Micro  66112-04  (Jg/ 
KrrcHEN 

2ND  DRAW 

Client 
Micro 

CLASS 
1STDH 

|            M.  ANNEX  3A 

<  1 

1 

_ . 

66112-05 

ROOM 
AW 

Technical  Supervisor:  MKy^WAXA^        3/15/99       Analyst:  tt 

f.    Farid  Rarnizanzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Incrls  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  t"!037.  Samples  ere  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordanco  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  odilion.  1992,  American  Public  hearth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  roproducod  oxoept  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  *  (510)  653-0824 


I 


APK-U^-gy  KRl  12:08  Ftl 


KAX  NO. 


P.  U3/11 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  MISSION  ANNEX 

San  Francisco,  CA  94124 


Detection 

Lead  Concentration                   Limit  Comments 
Client  Sample  ID  (ppb)  (ppb)   


Client 
Micro 

CLASSF 
2ND  DR 

M.  ANNEX  3B 

66112-06 

IOOM 
AW 

<  1 

1 

Client 
Micro 

TOILET 
1STDB 

M.  ANNEX  4A 

66112-07 
M 

1 

1 

Client 
Micro 

TOILET 
2ND  OF 

M.  ANNEX  4B 

66112-08 

IAW 

<  1 

1 

Client 
Micro 

TOILET 

1st  on 

M.  ANNEX  5A 

66112-09 
AW 

<  1 

1 

Client 
Micro 

TOILET 
2ND  D( 

M.  ANNEX  5B 

66112-10 

IAW 

<  1 

1 

STANDARD  METHOD  311 36 


Micro  Log  tn    6  6112 
Total  Samples  1  1 
Date  Sampled  3/12/99 
Date  Recotvad  3/12/99 
Date  Analyzed  3/15/99 


Technical  Supervisor:  <SVtA^^^^Z\  3/15/99       Analyst:   £E  

Jpsi      Farid  Ramezanzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Servtcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  Ihe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


APR-02-99  FRI  12:09  PM 


FAX  NO. 


P.  04/11 


Pago 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX 


Micro  Log  In    6  6112 
Total  Samples  1  1 
Date  Sampled  3/12/99 
Date  Received  3/12/99 
Date  Analyzed  3/15/99 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Detection 
Limit 
(ppb) 

Comments 

Client  |            M.  ANNEX  BL 

Micro  66112-11 

1 

BLANK 

<  1 

zadeh,  M.S, 


b      3/15/09  Analyst: 


TT 


Date  Reported 


Technical  Supervisor:  

jCrf  FaridRamaz 

Micro  Analytical  Laboratories,  Inc.  1s  accredited  lor  load  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Envlronmontol 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  Tor  the  Examination  of  Water  and  Wastewater,  iBlh  edition,  1992,  American  Public  Health 
Association,  American  Walor  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLAS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

iFUSD  -  Asbestos  Control  Program 
|551  Newcomb  Avenue,  Rm.  103 
an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  (1) 
1950  MISSION 


Micro  Log  In    4  8  2  4  2 
Total  Samples  5 
Date  Sampled  9/5/97 
Date  Received  9/6/97 
Date  Analyzed  9/6/9  7 


Detection 

Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2 

Micro 

48242-01 

37.8 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
FIRST  DRAW 

Client 

3 

Micro 

48242-02 

12.2 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 
FIRST  DRAW 

Client 

4 

Micro 

48242-03 

21.7 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 
FIRST  DRAW 

Client 

6 

Micro 

BLANK 

48242-04 

<      1 .0 

1.0 

Client 

7 

Micro 

48242-05 

21.6 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #9 
FIRST  DRAW 

Technical  Supervisor:     '  C^f2I2^2^^2^^-kl —    9/7/97  Analyst:   AL/SL  

Farid  ramte^^zadelCM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foNeadbanaTysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
1950  MISSION 
(MISSION  ANNEX)  C  \> 


Micro  Log  In    492  0  7 
Total  Samples  9 
Date  Sampled  10/3/97 
Date  Received  10/4/9  7 
Date  Analyzed  10/4/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

3C 

Micro 

49207-06 

11.5 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 
FIRST  DRAW 

Client 

2A 

Micro 

49207-07 

8.1 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 

Client 

2B 

Micro 

49207-08 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 

5.2 

Client 

2C 

Micro 

49207-09 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatysisJh  drinRtngiwater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
1950  MISSION 
(MISSION  ANNEX)  CS> 


Micro  Log  In    49  2  0  7 
Total  Samples  9 
Date  Sampled   10/3/9  7 
Date  Received  10/4/97 
Date  Analyzed  10/4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

4A 

Micro 

49207-01 

8.7 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #6 

Client 

4B 

Micro 

49207-02 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #6 

7.5 

Client 

4C 

Micro 

49207-03 

10.3 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #6 
FIRST  DRAW 

Client 

3A 

Micro 

49207-04 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #5 

4.0 

Client 

3B 

Micro 

49207-05 

3.8 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #5 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysTsTrrdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG-20-99  FRI  03:47  PM 


FAX  NO. 


P.  10/18 


Page     1   of  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  CD 
(MARSHALL) 
PROJECT  NO.  B-3581 


Micro  Log  In    7216  6 
Total  Samples  7 
Dato  Sampled  8/6/1999 
Dale  Received  8/12/1999 
Date  Analyzed  6/16/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

MISSION  2  I 

Micro 

72166-01 

<  1 

1 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
1ST  DRAW 
0  FLUSH  TIME 

Client 

MISSION  Z  II 

NOT  ANALYZED 

Micro 

72166-02 

SINK  DRINKING  FOUNTAIN 

PORTABLE #4 

2ND  DRAW 

90  SEC.  FLUSH  TIME 

Client 

MISSION  3  1 

Micro 

72166-03 

SINK  FAUCET 
PORTABLE  #5 
1ST  DRAW 
g  FLUSH  TIME 

3 

1 

Client 

MISSION  3  II 

NOT  ANALYZED 

Micro 

72166-04 

SINK  FAUCET 
PORTABLE 45 
2ND  DRAW 
30  SEC.  FLUSH  TIME 

Cljgnt 

MISSION  4  1 

Micro 

72166-05 

1 

SINK  FAUCET 
PORTABLE «6 
1ST DRAW 
0  FLUSH  TIME 

4 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  i$  accredited  lor  lead  analysis^  drinking  wator  by  (ha  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analysed  by  Plallorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18lh  odition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollulion  Control  Federation).  This  roport  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Iho  samples  analyzed.  Unil  explanation:  ppb  =  parts  per  billion. 

5»00  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FAX  NO. 


P.  11/18 


Page      2  of  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  72166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  MISSION  ANNEX  CD  DeteSampied  8/6/1999 

San  Francisco,  CA  94124  (MARSHALL)  Date  Received  8/ 12/ 19 99 

PROJECT  NO.  B-3581 

Date  Analyzed  8/16/1999 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


MISSION  4  li 


Micro  72166-06 

SINK  FAUCET 
PORTABLE #6 
2ND  DRAW 
30  SEC.  FUJSH  TIME 


NOT  ANALYZED 


Client 


MISSION  BL 


Micro  72166-07 

BLANK 


NOT  ANALYZED 


Technical  Supervisor: 


Farid  R^ezaQzao^hTHS^^)  Dalo  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  load  analysis  In  drinking  water  by  the  California  Department  of  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP),  certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  ol  Water  and  Wastewater.  1Bth  edition.  1992,  Amorlcan  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1 063  PROJECT: 
5FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

551  Newcomb  Avenue,  Rm.  103  MISSION  HS 
Jan  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

725-1 

Micro  47836-01 

DRINKING  FOUNTAIN 

GIRLS'  LOCKER  ROOM  -  ROOM  018 

FIRST  DRAW 

18.9 

1.0 

Client 

725-2 

Micro  47836-02 

SINK  FAUCET 
BASEMENT  LEVEL 
FIRST  DRAW 

1 .7 

1.0 

Client 

725-3 

Micro  47836-03 

DRINKING  FOUNTAIN 
1ST  FLOOR -C97 
OUTSIDE  ROOM  130 
FIRST  DRAW 

4.9 

1.0 

Client 

725-4 

Micro  47836-04 

SINK  FAUCET 

1ST  FLOOR -RM  116 

FIRST  DRAW 

7.9 

1.0 

Client 

725-5 

Micro  47836-05 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  NORTH  WALL 

FIRST  DRAW 

7.6 

1.0 

Micro  Log  In    4  7  83  6 
Total  Samples  1  8 
Date  Sampled  8/26/9  7 
Date  Received  8/2  6/9  7 
Date  Analyzed  8/31/9  7 


Technical  Supervisor:    _7  f~s~—~^j> — fc—  W/97  Analyst:   tk  

Farid  R^ez&nzad^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4783  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

725-6 

2.5 

1.0 

Micro  47836-06 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  NORTH  WALL 

FIRST  DRAW 

Client 

725-7 

5.3 

1.0 

Micro  47836-07 

SINK  FAUCET 
1ST  FLOOR -ROOM1 22 
CAFE  KITCHEN  -  WEST  WALL 
FIRST  DRAW 

Client 

725-8 

4.8 

1.0 

Micro  47836-08 

SINK  FAUCET 
1ST  FLOOR -ROOM1 22 
CAFE  KITCHEN  -  WEST  WALL 
FIRST  DRAW 

Client 

725-9 

6.9 

1.0 

Micro  47836-09 

SINK  FAUCET 

1ST  FLOOR -ROOM122 

CAFE  KITCHEN  -  SOUTH  WALL 

FIRST  DRAW 

Client 

725-10 

1.3 

1.0 

Micro  47836-10 

SINK  FAUCET 

1ST  FLOOR  -ROOM1 17 

CAFE  KITCHEN  -  SOUTH  WALL 

FIRST  DRAW 

Technical  Supervisor:    7  -/o^ — -v  <z — 9/6/91  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  HS 


Micro  Log  In    4  7  8  3  6 
Total  Samples  1  8 
Date  Sampled   8/2  6/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-11 

<       1  .0 

1.0 

Micro  47836-11 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C97  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

Client 

725-12 

<       1  .0 

1.0 

Micro  47836-12 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-13 

4.5 

1.0 

Micro  47836-13 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-14 

10.3 

1.0 

Micro  47836-14 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-15 

4.3 

1.0 

Micro  47836-15 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C91  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  wilh  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    478  3  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  n.  „    .    .  „,„„,„_, 

'  Date  Received  8/2  6/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-1  6 

Micro 

47836-16 

1.8 

1.0 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C97  OUTSIDE  ROOM  407 

FIRST  DRAW 

Client 

725-17 

Micro 

47836-17 

1.0 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C91  OUTSIDE  ROOM  424 

FIRST  DRAW 

4.5 

Client 

725-18 

Micro 

BLANK 

47836-18 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    5  08  87 

gFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

|551  Newcomb  Avenue,  Rm.  103  MISSION  HS  DateSampied  1 1/18/97 

an  FranciSCO,  CA    94124  Date  Received  1  1 /2 2/9 7 


Date  Analyzed  11/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

725-1A 

Micro 

50887-01 

1.0 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
1ST  DRAW 

5.3 

Client 

725-1  B 

Micro 

50887-02 

6.1 

1.0 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
2ND  DRAW 

Client 

725-1C 

Micro  50887-03 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
3RD  DRAW 

15.4 

1.0 

Client 

BLANK 

Micro 

BLANK 

50887-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anfrlysis-w-dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 

1 


I 


\PR-02-99  FRI  12:10  PM 


FAX  NO. 


P.  07/11 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Bm.  103 
San  Francisco,  CA  94124 


PROJECT; 
SJF.U.S.D. 
MISSION  NURSERY 


Micro  Lag  tn    6  6111 
Toial  Samples  1  3 
Date  Sampled  3/12/9  9 
Date  Received  3/12/99 
Dare  Analyzed  3/15/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


M.  NURS.  1A 


Micro  66111-01 

CLASSROOM  1 
1ST  DRAW 


Client 


M,  NURS.  1B 


Micro  66111-02 

CLASSROOM  1 
2ND  DRAW 


Client 


M.  NURS.  2A 


Micro  66111-03 

TOILET  2 
1ST  DRAW 


<  1 


Client 


M.  NURS.  2B 


Micro  66111-04 
TOILET  2 
2ND  DRAW 


<  1 


Client 


M.  NURS 


Micro  66111-05 

KITCHEN 
1ST  DRAW 


technical  Supervisor: 


4* 

iC.  I) 


Farld  Ramezdruadeh,  M.S. 


3/15/99  Analyst: 


TT 


Data  Reported 


Micro  Analytical  Laboratories,  Inc/la  accredited  lor  lead  analysis  In  drinking  water  by  Iho  California  Department  of  Hoalth  Services,  Envlronmeni.il 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphito  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  wator  and  Wastewater,  iBth  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  pollution  Control  Fedoration).  This  report  must  not  be  reproduced  oxoept  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  par  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


fiflME-99  FRI  12:11  PM 


FAX  NO. 


P.  OB/ 11 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  NURSERY 


Micro  Log  In    6  6  1  11 
Total  Samples  1  3 
Dale  Sampled  3/12/99 
Date  Received  3/12/99 
Date  Analyzed  3/1  5/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

KfTCHE 
2ND  Dfl 

M.  NURS. JP^fft 

66111-06 
N 

AW 

<  1 

1 

Client 

Micro 

TOILET 
1ST  DR 

M.  NURS.^A^  IjfY 

66111-07                (&  \ 

3   

AW 

4 

1 

Client 

Micro 

TOILET 
2ND  DF 

M.  NURS.^B-" 

66111-08  Q) 
AW 

2 

1 

Client              M,  NURS.  5A 

Micro  66111-09 

TOILET  3 
1ST  DRAW 

<  1 

1 

Client 
Micro 

TOILET 
2ND  or 

M.  NURS.  5B 

66111-10 
4 

1AW 

<  1 

1 

Technical  R.ipprvisnr-       J(VU^ri^XSiX)        3/15/99       Analyst:   tt  

Ltf    FaridRtunazanzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Inc^  accredited  lor  load  analysis  In  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Plalform  Graphite  Furnace  Atomic  Absoipllon  Spectrometry  In 
accordanco  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater.  18lh  edition,  1992,  American  Public  Hoolth 
Association,  American  Water  Works  Association.  Wator  Pollution  Control  Fedoration).  This  report  must  not  be  reproduced  excopt  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzod.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B24 


^PR-02-99  FRI  12:11  PM 


FAX  NO, 


P.  09/11 


Page  a 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  NURSERY 


Micro  Log  In    6  6111 
Total  Samples  1  3 
Date  Sampled  3/12/99 
Date  Rocolved  3/12/99 
Date  Analyzed  3/1  5/99 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

M.  NURS.  6A 

Micro 

66111-11 

<  1 

1 

TOILETS 
1ST  DRAW 

Client 

M.  NURS.  6B 

Micro 

66111-12 

<  1 

1 

TOILETS 
2ND  DRAW 

Client 

M.  NURS.  BL 

Micro 

66111-13 

1 

PLANK 

<  1 

Fartd  Ramezanzadeh,  M.S. 


*ns/$<>  Analyst: 


TT 


Technical  Supervisor:  _ 

Far'd  Rarn^anzadeh> M  s-  Reported 
Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Departmont  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1067.  Samples  are  analyzed  by  Platform  Crephlle  Furnaoe  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113H  (Standard  Methods  for  the  Examination  of  Waler  and  Wastewator,  18th  edition,  1882,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  e*oepl  In  fun,  with  the 
approval  Df  Micro  Analytical  Laboratorfe*.  Inc.,  and  pertains  only  to  Ihe  samples  analysed.  Unit  explanation:  ppb  m  parts  per  bilflon. 

5900  HOLDS  STHEET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-OS24 


UG-20-99  FRI  03:51  PM 


FAX  NO. 


P.  17/18 


Page     1  ol  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ►  STANDARD  METHOD  3113B 

1063 

tj  SFUSD  -  Asbestos  Control  Program 
*  1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

M.  ANNEX  4  1 

Micro 

72169-01 

1 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

2 

Client 

M.  ANNEX  4  II 

NOT  ANALYZED 

Micro 

72169-02 

SINK  FAUCET 

KITCHEN 

2ND  DRAW 

30  SEC.  FLUSH  TIME 

Client 

M.  ANNEX  BL 

NOT  ANALYZED 

Micro 

72169-03 

BLANK 

PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX 
PROJECT  NO.  B-3581 


Micro  Log  In    7216  9 
Total  Samples  3 
Date  Samplod  8/6/1999 
Dale  Received  8/12/1999 
Date  Analyzed  8/16/1999 


Technical  Supervisor: 


Fartd  RamaziracJeTCMvS^jS  Dato  Roportod 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Son/Ices.  Environmental 
Laboratory  Accreditation  Program  <ELAP),  Certificate  #1037.  Samples  ana  analyzed  by  Platform  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Mothod  3113B  (Standard  Methods  for  the  Examination  of  Waler  and  Wastewater,  1fllh  odlllon,  19B2,  American  Public  Healih 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull  with  iho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  portains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  m  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


of 

Fl 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

jFUSD  -  Asbestos  Control  Program 
|551  Newcomb  Avenue,  Rm.  103 
an  Erancisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MONROE  ES 


Micro  Log  In    47  84  5 
Total  Samples  37 
Date  Sampled  8/24/9  7 
Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro  47845-01 

DRINKING  FOUNTAIN 
101 

NOT  OPERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 

2 

Micro 

47845-02 

1.0 

SINK  DRINKING  FOUNTAIN 
101 

2.6 

Client 

3 

Micro 

47845-03 

1.0 

DRINKING  FOUNTAIN 
102 

3.3 

Client 

4 

Micro 

47845-04 

1.0 

SINK  DRINKING  FOUNTAIN 
102 

2.0 

Client 

5 

Micro 

47845-05 

2.1 

1.0 

DRINKING  FOUNTAIN 
103 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead -analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
103 

6 

47845-06 
LINKING  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

DRINKI 
104 

NOT  OP 

7 

47845-07 
4G  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 

Micro 

SINK  Dl 
104 

8 

47845-08 
UNKING  FOUNTAIN 

6.3 

1.0 

Client 
Micro 

DRINKI 
105 

NOT  OP 

9 

47845-09 
"JG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

BLANK 

1  0 

47845-10 

<1.0 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTeacf  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  DateSampied  8/24/97 

San  Francisco,  CA  94124  n  ,  D    .  . 

'  Date  Received  8/27/97 

Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro 

47845-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
106 

2.3 

Client 

1  2 

Micro 

47845-12 

1 .6 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
LIBRARY 

Client 

1  3 

Micro 

47845-13 

5.9 

1.0 

SINK  DRINKING  FOUNTAIN 
106 

Client 

1  4 

Micro 

47845-14 

1.0 

DRINKING  FOUNTAIN 
107 

7.0 

Client 

1  5 

Micro 

47845-1 5 

1.0 

SINK  DRINKING  FOUNTAIN 
107 

4.3 

Technical  Supervisor:  — — 9/7/97   Analyst:   ?!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4784  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

Micro 

47845-16 

8.6 

1,0 

SINK  DRINKING  FOUNTAIN 
108 

Client 

1  7 

Micro 

47845-17 

1,0 

SINK  DRINKING  FOUNTAIN 
109 

2.0 

Client 

1  8 

Micro 

47845-18 

1.0 

SINK  DRINKING  FOUNTAIN 
110 

2.6 

Client 

1  9 

Micro  47845-19 

SINK  FAUCET 
KITCHEN 

2.0 

1.0 

Client 

20 

Micro 

BLANK 

47845-20 

<1.0 

1.0 

Technical  Supervisor:     V  "       9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MONROE  ES 


Micro  Log  In    47  8  4  5 
Total  Samples  37 
Date  Sampled  8/24/9  7 
Date  Received  8/27/9  7 
Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro 

47845-21 

1.0 

DRINKING  FOUNTAIN 

201 

3.0 

Client 

22 

Micro 

47845-22 

1.0 

SINK  DRINKING  FOUNTAIN 
201 

1.9 

Client 

23 

Micro 

47845-23 

1.0 

DRINKING  FOUNTAIN 
202 

2.4 

Client 

24 

Micro 

47845-24 

SINK  DRINKING  FOUNTAIN 
202 

2.3 

1.0 

Client 

25 

Micro 

47845-25 

1.0 

DRINKING  FOUNTAIN 
203 

3.4 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forJead-aTfalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

26 

Micro 

47845-26 

1 .9 

1.0 

SINK  DRINKING  FOUNTAIN 

203 

Client 

27 

Micro 

47845-27 

2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

Client 

28 

Micro 

47845-28 

1.0 

SINK  DRINKING  FOUNTAIN 

205 

2.3 

Client 

29 

Micro  47845-29 

SINK  FAUCET 
LOUNGE 

2.2 

1.0 

Client 

30 

Micro 

BLANK 

47845-30 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis Trrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  7 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MONROE  ES 


Micro  Log  In    47  84  5 
Total  Samples  37 
Date  Sampled   8/24/9  7 
Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

31 

Micro  47845-31 

SINK  FAUCET 
WOMEN'S  RM 

2.4 

1.0 

Client 

32 

Micro  47845-32 

SINK  FAUCET 
MEN'S  RM 

2.3 

1.0 

Client 

33 

Micro  47845-33 

MULTIPLE  DRINKING  FOUNTAIN 
2ND  FLOOR  DRINKING  FOUNTAIN 

1 .6 

1.0 

Client 

34 

Micro  47845-34 

SINK  FAUCET 
BOYS'  RM. 

2.4 

1.0 

Client 

35 

Micro  47845-35 

SINK  FAUCET 
GIRLS'  RM. 

2.3 

1.0 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Farid  Rameza>»zaxietvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMelM  "analysisjp jkinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

155T  Newcomb  Avenue,  Rm.  103  MONROE  ES  DateSampied  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

36 

Micro  47845-36 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MULTIPLE  DRINKING  FOUNTAIN 

<1.0 

1.0 

Client 

97-W00753-4 

Micro  47845-37 
SPIKED  SAMPLE 

20.4 

1.0 

Technical  Supervisor:     J£  —  ;  "  9/7/97  Analyst:   E!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead-'analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


^T*\         Qpmmia  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

#_  A    \        JCV|UUia  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

Analytical  8,9Stnk«r *****    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


::::::::::: 

SD 


i!  NewcombAve.,  Rm.  103 
■Francisco,  CA  94124 

lotion:     Bruce  Giannini 


"ciiert  PrqjJD:  George  Moscone  Elerri. 
LabProj.  ID:  9709158 


Sampled:  09/05/97  | 
Received:  09/05/97  1 
Analyzed:  see  below  | 

Reported.;.  09/Q9/97.  _j 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


fcvlo:  9709158-01 
in  Die  Desc  :  LIQUID,1 

Lead 


mg/L 


09/08/97 


0.0050 


N.D. 


fcJo:  9709158-02 
irole  Desc  :  LIQUID, 2 

Lead 


mg/L 


09/08/97 


0.0050 


N.D. 


it  Jo:  9709158-03 
in>le  Desc  :  LIQUID, 3 

Lead 


mg/L 


09/08/97 


0.0050 


N.D. 


Olo:  9709158-04 
n  lie  Desc  :  LIQUID,4 

Lead 


olo:  9709158-05 
mile  Desc :  LIQUID,5 

Lead 


mg/L 


09/08/97 


mg/L 


09/08/97 


0.0050 


0.0050 


N.D. 


N.D. 


o  o:  9709158-06 
irr  le  Desc  :  LIQUID.6 

Lead 


mg/L 


09/08/97 


0.0050 


N.D. 


3  o:  9709158-07 
irn  le  Desc :  LIQUID,7 

Lead 


mg/L 


09/08/97 


0.0050 


N.D. 


yte  eported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

Q  OIA  ANALYTICAL  -  ELAP#1210 


iila  lynn 
jeavlanager 


Page: 


Qpnil  r*l  P  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

[ _   4  J\        JCt[UUia  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 


ciienfProjriD:  George "Moscone  Bern. 
Lab  Proj.  ID:  9709158 


Sampled:  '69765/97 
Received:  09/05/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709158-08 
Sample  Desc  :  LIQUID,8 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-09 
Sample  Desc  :  LIQUID, 9 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-10 
Sample  Desc  :  LIQUID, 9  duplicate 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-11 
Sample  Desc  :  LIQUID.10 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-12 
Sample  Desc  :  LIQUID,11 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-13 
Sample  Desc  :  LIQUID.12 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-14 
Sample  Desc  :  LIQUID.13 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
3roject  Manager 


Page: 


SPnilOia  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

f     m_f-\        J^4uuiu  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


USD 

51  NewcombAve.,  Rm.  103 
n  Francisco,  CA  94124 

ention:      Bruce  Giannini 


..™__„..™_......^.     Qeofge  Moscone  Elem. 

LabProj.  ID:  9709158 


Sampled:  09/05/97 
Received:  09/05/97 
Analyzed:  see  below 

Reported:  09/09/97 


LABORATORY  ANALYSIS 


jalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

liNlrv             Q7nQ1  ^fi-l 

5  nple  Desc:  LIQUID,  14 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

)No:  9709158-16 
nple  Desc :  LIQUID,1#3 

Lead 

mg/L 

09/08/97 

0.0050 

0.013 

ft  No:  9709158-17 
1  nple  Desc  :  LIQUID, 16 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

'No:  9709158-18 

nple  Desc  :  LIQUID,  16  duplicate 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

;s  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

UOIA  ANALYTICAL  ELAP#1210 


Page 


I 

I 

I 

1 

« 

I 


.MAR-25-99  THU  02:57  PM 


FAX  NO. 


P.  02/ lb 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


20''  )Ht 
JT 


Micro  Ug  In  66298 
Total  Samples  36 
Date  Sampled  3/16/99 
Dale  Received  3/1  a/9  9 
Dale  Analyzed  3/21/9  9 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

MOSCONE  1A 

3 

1 

Micro  66298-01 

OFFICE.  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 
Micro 

OFFICE 
SINK  Dl 

MOSCONE  1B 

<  1 

1 

66298-02 

,  2ND  DRAW 
UNKING  FOUNTAIN 

Client 

Micro 

COURT 
MULTIP 

MOSCONE  GA 

<  1 

1 

66298-03 

YARD.  1ST  DRAW 

LE  DRINKING  FOUNTAIN 

Client 

MOSCONE  6B 

<  1 

1 

Micro  66296-04 

COURTYARD.  2ND  DRAW 
MULTIPLE  DRINKING  FOUNTAIN 

Client 

MOSCONE  9A 

<  1 

1 

Micro  66298-05 

CAFETERIA.  1  ST  DRAW 
SINK  FAUCET 

Technical  Supervisor: 


Date  Reported 


Analyst: 


TT 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  waler  by  the  California  Department  of  Health  Services,  Environment! 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  tho  Examination  of  Waler  and  Wastewater,  isth  Bdition,  1092,  American  Public  Health 
Association,  Amorlcan  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopt  In  full  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  m  parts  por  billion 

5900  HOLLIS  STREET,  SUITE  M    EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


riHK-^-db  I  HI)  uz:db  m 


fftt  NU. 


P.  UiJ/ll 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  *  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66298 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  36 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  sampled  3/1 6/9  9 

San  Francisco,  CA  94124  Date  Received  3/18/99 

Date  Analyzed  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

CAPETI 
SINK  FJ 

MOSCONE  9B 
66298-06 

"RlAjl  ST  DRAW 

lucrr 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  10A 

66298-07 

1ST  DRAW 
LINKING  FOUNTAIN 

1  0 

1 

Client 
Micro 

CLASS. 
SINK  Dl 

MOSCONE  10B 

66298-08 

2ND  DRAW 
LINKING  FOUNTAIN 

1 1 

1 

Client 
Micro 

CLASS, 
SINK  D 

MOSCONE  11 A 

66298-09 

1ST  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS 
SINK  D 

MOSCONE  11B 

66296-10 

2ND  DRAW 
Ft  INKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor:         ^f\XJLAAMAA  AA  Q        3/21/99        Analyst:   22  

Fartd  RamezHnzadeh,  M.£i5        Dato  Reported 

Micro  Analyiical  Laboratories,  Inc.  Is  accredited  tor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboraiory  Aocrediteiion  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Mothods  Tor  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992.  American  Public  Health 
Assocatiori.  American  Waler  Works  Association,  Water  pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


AR-25-99  THU  02:58  PM 


FAX  NO. 


V.  U4/1S 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  »  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    66  2  9  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D,  Total  samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  Sampled  3/1  e/9 9 

San  PranciSCO,  CA   94124  Date  Received  3/1  8/99 

Dale  Analyzed  3/21/99 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

MOSCONE  12A 

<  1 

1 

Micro  66296-11 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  12D 

<  1 

1 

Micro  66298-12 

CLASS,  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  13A 

<  1 

1 

66298-13 

1ST  DRAW 
WKING  FOUNTAIN 

Client 

Micro 

CLASS, 
SINK  Dl 

MOSCONE  13B 

<  1 

1 

66298-14 

2ND  DRAW 
LINKING  FOUNTAIN 

Client 

MOSCONE  14A 

<  1 

1 

Micro  66296-15 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Technical  Supervisor: 


3m/99  Analyst: 


IT 


Farld  RamezarUadeh,  M.S.        Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  In  drinking  water  by  lha  California  Department  of  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Cortlflcato  #1037.  Samples  ate  analyzed  by  Platform  Graphite  Furrwoe  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edrtlon.  1992.  AmS  pS  fil  h 
AssoclaUon  American  Water  Work*  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in I  full  Jh  Z 
approval  01  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  axplanallon:  ppb  =  parts  per  billion. 

5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460S  -  (510)  653-0824 


ini\_cu-oo  inu  vc-oo  rn 


r*HA  NU. 


P.   Ob/ 15 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    662  9  8 
Total  Samples  36 
Date  Sampled  3/16/99 
Date  Received  3/19/99 
Dato  Analyzod  3/21/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


i 


Client 
Micro 

CLASS. 
SINK  Dl 

MOSCONE  14B 

66298-1 6 

2ND  DRAW 
UNKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 

SINKD 

MOSCONE  15A 

66298-17 

1ST  DRAW 
JINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS 
SINK  D 

MOSCONE  15B 

66298-18 

2ND  DRAW 
RINK1NG  FOUNTAIN 

<  1 

1 

Cliont 
Micro 

CLASS 
SINKD 

MOSCONE  16A 

66298-19 

1ST  DRAW 
FUNKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

CLASS 
SINK  D 

MOSCONE  16B 

66298-20 

, 2ND  DRAW 
FUNKING  FOUNTAIN 

<  1 

1 

JQ  3/21/99  Analyst: 


TT 


Technical  Supervisor: ,  

j^yTarld  Ramezan29dah,  M.S.        Date  Reported 

Micro  Analytical  Laberatoriee.  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  Ihe  California  Dopartmont  or  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Mathod  31136  (Standard  Methods  for  tha  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Association,  American  Water  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  =  ports  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  <•  (510)  653-0824 


MAR-25-99  THU  02:59  Pfl 


FAX  NO. 


P.  UbVlb 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In  66298 
Total  Samples  3  6 
Date  Sampled  3/16/99 
Date  Received  3/18/99 
Date  Anatyzod  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  <Ppb) 


Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  17A 

66296-21 

1ST  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Di 

MOSCONE  17B 

66298-22 
2ND  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client  |          MOSCONE  20A 
Micro  66298-23 

FACULTY  ROOM,  1ST  DRAW 
SINK  DRINKING  FOUNTAIN 

<  1 

1 

Clion! 

Micro 

FACUL* 
SINK  D 

MOSCONE  20B 

66298-24 

rY  ROOM,  2ND  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 

Sink  d 

MOSCONE  21 A 

66298-25 

1ST  DRAW 
UNKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor:  ^CjX^MiAJ^I^    3/22/99       Analyst:   TL  , 

^cHf  Far,d  FlsuYiezan^Bdeh,  M.Sr         Date  Reported 

Micro  Analytical  Laboratories,  inc.  is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  of  Hoalih  Sorvlcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Cortlfleale  #1037,  Samples  are  analyzed  by  Platform  Graphlto  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Fodoration).  This  roporl  must  not  be  reproduced  except  In  full/ with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samplos  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


llHK-^b-yb  1HU  UZ-M  m 


FAX  NO. 


P.  07/15 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  *  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    6  62  9  8 
Total  Samples  36 
Date  Sampled  3/16/99 
Data  Received  3/18/99 
Dale  Analyzed  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (Ppb) 


Client 

MOSCONE  21 B 

<  1 

1 

Micro  66298-26 

CLASS,  2ND  PRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  22A 

<  1 

1 

Micro  66298-27 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  22B 

<  1 

1 

Micro  66298-26 

CLASS,  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  23A 

<  1 

1 

Micro  66298-29 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  24A 

<  1 

1 

Micro  66298-30 

EXT.  COURTYARD,  1ST  DRAW 
DRINKING  FOUNTAIN 

Technical  Supervisor-  ^AAAASAAAA AST)    3/22/99         Analyst:  ,  TT 

Farid  Ramezamadeh,  M.S.  Data  Reported 
Micro  Analytical  laboratories,  Inc.  Is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accredilation  Program  (ELAP).  CertHieata  #1037.  Samplos  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Asfioda  .on  American  Water  Works  Association,  Water  Pollution  Control  Fadeiation).  This  report  must  not  be  reproduced  except  In  full,  with  iha 
approval  of  Micro  Analytical  Laboratories,  ma,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  6S3-0824 


1AR-25-99  THU  03:00  PM 


FAX  NO. 


P.  08/15 


Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT;  Micro  Log  in    6  6  2  98 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  Sampled  3/16/99 

San  Francisco,  CA  94124  Dale  Received  3/18/99 

Date  Analyzed  3/21/99 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID  (ppb)  (ppb)  


Client  |          MOSCONE  25A 

Micro  66298-31 

CLASS,  1ST  DRAW 

SINK  PRINKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

CLASS. 
SINK  Dl 

MOSCONE  26A 

66296-32 

1ST  DRAW 
JINKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

CLASS, 
SINK  Dl 

MOSCONE  27A 

66296-33 

1ST  DRAW 
UNKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  28A 

66296-34 

1ST DRAW 
SINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

BLANK 

MOSCONE  BL1 

66298-35 
1 

<  1 

1 

Technical  Supervisor: 


Dale  Reported 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  load  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  <ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  for  the  Examination  of  Waior  and  Wastewater,  ieth  edition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 


5900  HOLMS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


riHK-^b-ay  ihu  ud  =  uu  m 


r'AX  NO. 


P.  09/15 


Page  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    66  2  9  8 
Total  Samples  36 
Data  Sampled  3/16/99 
Date  Received  3/18/99 
Dale  Analyzed  3/22/99 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client             MOSCONE  BL2 

Micro  06298-36 

BLANK  2 

<  1 

1 

Technical  Supervisor: 


5^ 


Farld  Rameianzadeh,  M.S 


3/22/99   Analyst: 


TT 


Dale  Roportod 

Micro  Analytical  Laboratories.  Inc.  13  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spoctromairy  In 
accordance  with  Method  3113B  (Standard  Mothods  lor  the  Examination  of  Water  and  Wastewater.  18lh  odltlon,  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Foderatlon).  This  report  must  not  be  reproduced  except  In  lufl,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  1997   4:5  1  PM 

Sequoia 
Analytical 


NO.  540  1     P.  26/39 


680  Chesapeake  Drive  Redwrod  Ocy,  CA  94063 
404  M.  Mfifle*  Lane  Walnut  Oeefc,  CA  94598 

819  Striker  Avemie,  Suits  6    Sscnuncnto,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9133 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


tini3ltiUllllllllllilMlllllllir]millUimWtSI=Kai!!H^!:S!l!i 

SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


!ii^:"J^!a^S'°l":^iMllHI!IIUIIIIIIIIHH!IH'l'» 


Client  ProJ.  ID:    John  Muir  E.S.  Sampled:  08/17/97  i 

Received;  08/22/97  I 

Lab  Proj.  ID:  9708B50  Analyzed:  see  below  jjj 

Reported:  08/29/97  I 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


I 


I 


Sample 
Results 


Lab  No:  9708B50-01 

Sample  Desc :  LIQUID,J.  Muir  1  (Blank) 

ft 

Lead 

mg/L 

08/28/97 

0-0050 

N-D. 

Lab  No:  9708B50-02 
Sample  Desc  :  LIOUID.J.  Mufr  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Lab  No:  9708B50-03 
Sample  Desc  :  LIQUID, J.  Muir  3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No;  9708B50-04 
Sample  Desc  :  LIQUID,J,  Muir  4 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No;  9708B50-05 
Sample  Desc  :  LIQUID, J.  Muir  5 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-06 
Sample  Desc :  LIQUID,  J.  Muir  6 

Lead 

mg/L 

08/25/07 

0.0050 

0.0068 

Lab  No:  9708B50^7 
Sample  Desc :  LIQUID.J.  Muir  7 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Vialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Jheila  Flynn 
'roject  Manager 


Page: 


08/29/97     17:44         TX/RX  NO. 9320  P. 026 


199"  4::1FM  HO.  5401     F.  27/39 

Sequoia 
Analytical 


/^r"\         'sPminia  GBO  Chesapeake  Dmt  Redwood  City.  CA  !MMS       (650)  364-9600  FAX  (650)  164-9233 

(    4  ,-J  40iM  WlgctUnc  Walmit  Creelc,  CA  9459S      (510)  988-9600         FAX  (510)  988-9673 


619  Striker  Avenue.  Suite  8    Ssercmento,  CA  95834  (916)921-9600  FAX  (9»6)  91i-0l00 


f  SRJSD 
1 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  941 24 

I  Attention:     Bruce  Giannini 


_  "  r  :  j  >.v  . 

Client  Proj.  ID:  John  Mulr  E.S. 
Lab  Prpj.  ID:  9708B50 


ililllfillliini!nMM^^-"'e--KHiiiiiiii[niB: 


Sampled:  08/17/97 
Received :  08/22/97  f 
Analyzed:  see  below  | 

Reported:  08^29/97  1 

iismiimiiiciOnuiiiSlffifii 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B50-08 
Sample  Desc  :  UQUID,J.  Muir  8 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-09 
Sample  Desc  :  LIQUID.J.  Muir  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-10 
Sample  Desc  :  UQUlD,J.  Muir  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B5D-11 

Sample  Desc  :  UQUID.J.  Muir  10  (Dup) 

Lead 


mg/L 


08/25/97 


0.0050 


N.D.  \" 


AnaJytss  reported  as  N.D  were  net  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn  / 
Project  Manager  / 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 027 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4  7  3  6  6 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

551  Newcomb  Avenue,  Rm.  103  NEW  TRADITIONS  CENTER  Date  Sampled  8/14/9  7 

Jan  Francisco,  CA    94124  Date  Received  8/14/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<      1 .0 

1.0 

Micro 

BLANK 

47366-01 

Client 

2 

4.5 

1.0 

Micro  47366-02 

MULTIPLE  DRINKING  FOUNTAIN 
SOUTH  /  WEST  OF  BASEMENT  (OUTSIDE) 
FIRST  DRAW 

Client 

3 

25.4 

1.0 

Micro  47366-03 
DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NORTH  OF  RM.  02 
FIRST  DRAW 

Client 

4 

2.9 

1.0 

Micro  47366-04 
SINK  FAUCET 

SECOND  FLOOR  KITCHEN  SINK  RM.  013A 
FIRST  DRAW 

Client 

5 

10.2 

1.0 

Micro  47366-05 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
SOUTH  OF  RM.  008 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-at'ialysTsTn' drinking  water  by  the  Calitornia  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47691 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  DateSampied  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/23/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

8 

Micro  47691-06 
SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  /  FOOD  AREA 
FIRST  DRAW 

28.7 

1.0 

Client 

9 

Micro 

47691-07 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  -  NORTH  /  WEST 
FIRST  DRAW 

5.7 

Client 

1  0 

Micro 

47691-08 

24.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  -  NORTH  /  EAST 

FIRST  DRAW 

Client 

1  1 

Micro 

47691-09 

21 .3 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PARKING  LOT  -  SOUTH  /  WEST 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  ifrdrtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEWCOMER  HS 


0 


Micro  Log  In    4  9  6  71 
Total  Samples  4 
Date  Sampled   9/10/9  7 
Date  Received  10/17/97 
Date  Analyzed  10/18/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  4B 

1 .3 

1.0 

Micro  49671-01 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  -  FOOD  AREA 
FIRST  DRAW 

Client 

15C 

<  1.0 

1.0 

Micro  49671-02 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  -  FOOD  AREA 
FIRST  DRAW 

Client 

17B 

<  1.0 

1.0 

Micro  49671-03 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  EAST 
FIRST  DRAW 

Client 

18C 

<      1  .0 

1.0 

Micro  49671-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  ar^slsjndrtfying  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  83  72 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  9/10/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

I^C 

2.2 

1.0 

Micro   48372-01      '            <7  k 

SINK  FAUCET  & 
FIRST  FLOOR 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

NOT  ANALYZED 

Micro   48372-02                 t  O 

SINK  FAUCET                             A  IS 
FIRST  FLOOR                             w  ^ 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

NOT  ANALYZED 

Micro   48372-03  ✓ 

SINK  FAUCET                         V  I 

FIRST  FLOOR                          A  V  > 

CAFETERIA  FOOD  AREA  L/ 
FIRST  DRAW 

Client 

2.0 

1.0 

Micro  48372-04 

MULTIPLE  DRINKING  FOUNTAIN         /  ,  /L 
FIRST  FLOOR  lf\l'\ 
PLAYGROUND  NORTH  /  EAST  M 
FIRST  DRAW  S 

Client 

f7B 

NOT  ANALYZED 

Micro   48372-05  (J 

MULTIPLE  DRINKING  FOUNTAIN         f  T)  \p 
FIRST  FLOOR                                 V  u 
PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8372 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  9/10/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48372-06 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR 

PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 


bC7 


NOT  ANALYZED 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^anajysis^Uj^rifjiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

IFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
;an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEW  COMER  HS 


Micro  Log  In    5  2  0  6  0 
Total  Samples  6 
Date  Sampled  1/14/98 
Date  Received  1/14/98 
Date  Analyzed  1/15/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8A 

Micro  52060-01 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

1 .2 

1 .0 

Client 

8B 

Micro  52060-02 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

<  1.0 

1.0 

Client 

8C 

Micro  52060-03 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

1.6 

1.0 

Client 

10A 

Micro  52060-04 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  SOUTH  WEST 

CORNER  OF  NORTH  DRINKING  FOUNTAIN 

RESAMPLE 

20.4 

1.0 

Client 

10B 

Micro  52060-05 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  SOUTH  WEST 
CORNER  NORTH  DRINKING  FOUNTAIN 
RESAMPLE 

5.4 

1.0 

Technical  Supervisor: 


1/15/98 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaneJfteis  in  dfcinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T09?r  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  2060 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEW  COMER  HS  Date  sampled  1/14/98 

San  FranciSCO,  CA    94124  Date  Received  1 /1  4/98 

Date  Analyzed  1/15/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  oc 

Micro  52060-06 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  SOUTH  WEST 

CORNER  OF  NORTH  DRINKING  FOUNTAIN 

RESAMPLE 

18.2 

1.0 

Technical  Supervisor: 


1/15/98 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificateN#4I&£>Sampies  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

3FUSD  -  Asbestos  Control  Program 
1551.  Newcomb  Avenue,  Rm.  103 
Ban  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEWCOMER  HS 


Micro  Log  In    5  216  9 
Total  Samples  4 
Date  Sampled   1/16/9  8  3 
Date  Received  1/20/98 
Date  Analyzed  1/2  0/9  8 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

NEWCOMER  8A 

Micro  52169-01 

SINK  FAUCET 
CAFETERIA 

8.6 

1.0 

Client 

NEWCOMER  8B 

Micro  52169-02 

SINK  FAUCET 
CAFETERIA 

5.5 

1.0 

Client 

NEWCOMER  8C 

Micro  52169-03 

SINK  FAUCET 
CAFETERIA 

4.1 

1.0 

Client 

NEWCOMER  BLANK 

Micro 

BLANK 

52169-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMgad}anatysjsin  banking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SarTipres  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311GB 


1063  PROJECT:  Micro  Log  In    4  749  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#1 

Micro 

47499-01 

1.0 

DRINKING  FOUNTAIN  / 
ROOM  003 

RIGHT  HAND  CORNER 
FIRST  DRAW 

2.7 

Client 

#2 

Micro 

47499-02 

3.1 

1.0 

DRINKING  FOUNTAIN  / 
ROOM  003 

LEFT  HAND  CORNER 
FIRST  DRAW 

Client 

#3 

Micro  47499-03 

SINK  FAUCET 
KITCHEN  AREA  003C 
NORTH  SINK  FAUCET 
FIRST  DRAW 

2.7 

1.0 

Client 

#4 

Micro  47499-04 

SINK  FAUCET 
KITCHEN  AREA  003C 
EAST  SINK  FAUCET 
FIRST  DRAW 

1  .8 

1.0 

Client 

#5 

Micro 

47499-05 

1.0 

DRINKING  FOUNTAIN 
ROOM  001 
BY  NORTH  SIDE 
FIRST  DRAW 

3.5 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  749  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Lead  Concentration                   Limit  Comments 
Client  Sample  ID                    (ppb)  (ppb) 

Client 

#6 

<      1 .0 

1.0 

Micro  47499-06 

DRINKING  FOUNTAIN 
ROOM  002 

JUST  BY  ENTRANCE  DOOR 
FIRST  DRAW 

Client 

#7 

<      1 .0 

1.0 

Micro  47499-07 

WATER  FAUCET 
ROOM  004 

NORTH  SIDE  CORNER 
FIRST  DRAW 

Client 

#8 

1 .4 

1.0 

Micro  47499-08 

WATER  FAUCET/ 
ROOM  005 
BY  EAST  CORNER 
FIRST  DRAW 

Client 

#9 

<      1 .0 

1.0 

Micro  47499-09 

WATER  FAUCET/ 
ROOM  006 

BY  NORTH  CORNER 
FIRST  DRAW 

Client 

#10 

1 .5 

1.0 

Micro  47499-10 

WATER  FAUCET 
ROOM  007 
BY  EAST  CORNER 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead-andlysis~ln^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4749  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

#1  1 

1 .4 

1.0 

Micro  47499-11 

DRINKING  FAUCET 
SOUTH  SIDE  OF 
THE  YARD  (OUTSIDE) 
FIRST  DRAW 

Client 

#12 

1 .6 

1.0 

Micro  47499-12 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 

BY  CORNER  OF  ROOM  004  BACK  SIDE 
FIRST  DRAW 

Client 

#13 

7.2 

1.0 

Micro  47499-13 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 
SOUTH  SIDE 
FIRST  DRAW 

Client 

#14 

<  1.0 

1.0 

Micro 

BLANK 

47499-14 

Client 

#15 

<  1.0 

1.0 

Micro  47499-15 

DRINKING  FOUNTAIN 
CORRIDOR  C-90 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leathanafysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O1  CONNELL  HS 


Micro  Log  In    4747  5 
Total  Samples  20 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  c 

1 

47475-01 

MG  FOUNTAIN 
>OR  -  BASEMENT 
(RAW 

1.4 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  c 

2 

47475-02 

<JG  FOUNTAIN 
)OR  -  BASEMENT 
(RAW 

1 .2 

1.0 

Client 
Micro 

SINK  F/ 
CLASS 
FIRST  C 

3 

47475-03 

MJCET 
7 

)RAW 

2.0 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

4 

47475-04 

<JG  FOUNTAIN 
>OR- 1ST  FLOOR 
)RAW 

3.2 

1.0 

Client 

Micro 

SINK  f; 
CLASS 
FIRST  [ 

5 

47475-05 

UJCET 

108 

)RAW 

4.0 

1.0 

Technical  Supervisor:    ~T  ;  Kc  \? — 'Y^l~~~~~ — ~~^/7/97  Analyst:   E5_ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ieacLanalysisTFT  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47475 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  20 

1551  Newcomb  Avenue,  Rm.  103  JOHN  O'  CONNELL  HS  Date  Sampled  8/15/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<       1  .0 

1.0 

Micro  47475-06 

SINK  FAUCET 
CLASS  106 
FIRST  DRAW 

Client 

7 

3.3 

1.0 

Micro  47475-07 

SINK  FAUCET 
CLASS  104 
FIRST  DRAW 

Client 

8 

<      1  .0 

1.0 

Micro  47475-08 

SINK  FAUCET 
CLASS  102 
FIRST  DRAW 

Client 

9 

1  .7 

1.0 

Micro  47475-09 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 

Client 

1  0 

4.2 

1.0 

Micro  47475-10 

DRINKING  FOUNTAIN 
CLASS  103 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  le^djajiafysis~Tfl-4r-inkrrig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

5FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro 

47475-1 1 

1.0 

DRINKING  FOUNTAIN 
CLASS  105 
FIRST  DRAW 

6.2 

Client 

1  2 

Micro  47475-12 

SINK  FAUCET 
LOUNGE -1ST  FLOOR 
FIRST  DRAW 

<  1.0 

1.0 

Client 

1  3 

Micro  47475-13 

SINK  FAUCET 
RM.115  BATH 
FIRST  DRAW 

<     1 .0 

1.0 

Client 

1  4 

Micro  47475-14 

SINK  FAUCET 
RM110 
FIRST  DRAW 

8.1 

1.0 

Client 

1  5 

Micro 

47475-15 

<     1 .0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  -1ST  FLOOR 
FIRST  DRAW 

PROJECT: 
S.F.U.S.D. 
JOHN  O1  CONNELL  HS 


Micro  Log  In    4  7  47  5 
Total  Samples  20 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Technical  Supervisor:  ^/  K-^  y*     V^oei  9/7/97  Analyst: 


9/7/97  Analv/of  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysiSm  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  47  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  JOHN  O'  CONNELL  HS  Date  Sampled  8/15/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

1  6 

47475-16 

WCET 
N 

•RAW 

1 .7 

1.0 

Client 

Micro 

SINK  Ft 
KITCHE 
FIRST  [ 

1  7 

47475-17 

WCET 
N 

)RAW 

1.5 

1.0 

Client 

Micro 

SINK  Ft 
KITCHE 
FIRST  [ 

1  8 

47475-18 

VUCET 
N 

)RAW 

7.0 

1.0 

Client 
Micro 

DRINKI 
PLAYG 
FIRST  t 

1  9 

47475-19 

MG  FOUNTAIN 

ROUND 

>RAW 

20.6 

1.0 

Client 
Micro 

BLANK 

20 

47475-20 

<      1 .0 

1.0 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  4  7  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE1  ORTEGA  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

47476-01 

1 .2 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -100 
FIRST  DRAW 

Client 

2 

-   

Micro 

47476-02 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS -101 
FIRST  DRAW 

Client 

3 

Micro 

47476-03 

SINK  DRINKING  FOUNTAIN 
CLASS -102 
FIRST  DRAW 

3.2 

1.0 

Client 

4 

Micro 

47476-04 

1 1.0 

SINK  DRINKING  FOUNTAIN 
CLASS -103 
FIRST  DRAW 

1.0 

Client 

5 

Micro 

47476-05 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

4.8 

1.0 

Technical  Supervisor: 


7/97 


Analyst: 


AL 


Farid  R^me^5an^er^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fo7leaa^na1y^is4n-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOSE'  ORTEGA  ES 


Micro  Log  In    4  7  47  6 
Total  Samples  3  1 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<      1 .0 

1.0 

Micro  47476-06 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

Client 

7 

16.0 

1.0 

Micro  47476-07 

DRINKING  FOUNTAIN 
CLASS -002 
FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  47476-08 

DRINKING  FOUNTAIN 
CLASS  -  003 
FIRST  DRAW 

Client 

9 

1 .5 

1.0 

Micro  47476-09 

DRINKING  FOUNTAIN 
CLASS -004 
FIRST  DRAW 

Client 

1  0 

1 .4 

1.0 

Micro  47476-10 

DRINKING  FOUNTAIN 
CLASS  -  007 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Erancisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOSE1  ORTEGA  ES 


Micro  Log  in    4747  6 
Total  Samples  3 1 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47476-1 1 

1.0 

DRINKING  FOUNTAIN 
CLASS -011 
FIRST  DRAW 

6.6 

M  _M| |     _     „ 

Client 

1  2 

Micro  47476-12 

DRINKING  FOUNTAIN 
CLASS -012 
FIRST  DRAW 

13.6 

1.0 

Client 

1  3 

Micro 

47476-13 

2.8 

1.0 

DRINKING  FOUNTAIN 
CLASS -013 
FIRST  DRAW 

Client 

1  4 

Micro 

47476-14 

1.0 

DRINKING  FOUNTAIN 
CLASS -014 
FIRST  DRAW 

4.9 

Client 

1  5 

Micro 

47476-15 

1.8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  -  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4747  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

2.6 

1.0 

Micro  47476-16 

SINK  FAUCET 
ROOM  207A 
FIRST  DRAW 

Client 

1  7 

7.8 

1.0 

Micro  47476-17 

SINK  DRINKING  FOUNTAIN 
CLASS  -  200 
FIRST  DRAW 

Client 

1  8 

16.7 

1.0 

Micro  47476-18 

SINK  DRINKING  FOUNTAIN 
CLASS -202 
FIRST  DRAW 

Client 

1  9 

9.3 

1.0 

Micro   47476-1 9 

SINK  DRINKING  FOUNTAIN 
CLASS -203 
FIRST  DRAW 

Client 

20 

14.8 

1.0 

Micro  47476-20 

SINK  DRINKING  FOUNTAIN 
CLASS -204 
FIRST  DRAW 

Technical  Supervisor:     <Y       — — V^f*"^ — &7t~7/97  Analyst:  

Farid  RameMiTzadervr^S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOSE'  ORTEGA  ES 


Micro  Log  In    4  747  6 
Total  Samples  3  1 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2  1 

2.9 

1.0 

Micro  47476-21 

SINK  DRINKING  FOUNTAIN 
CLASS  -205 
FIRST  DRAW 

Client 

22 

14.8 

1.0 

Micro  47476-22 

SINK  DRINKING  FOUNTAIN 
CLASS  -  206 
FIRST  DRAW 

Client 

23 

1 .7 

1.0 

Micro  47476-23 

DRINKING  FOUNTAIN 
CORRIDOR  -  2ND  FLOOR 
FIRST  DRAW 

Client 

24 

1 .7 

1.0 

Micro  47476-24 

SINK  FAUCET 
LOUNGE -208A 
FIRST  DRAW 

Client 

25 

30.8 

1.0 

Micro  47476-25 

DRINKING  FOUNTAIN 
CAFETERIA -209 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead'ahalysTsTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  747  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE1  ORTEGA  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

26 

Micro  47476-26 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

1  .7 

1.0 

Client 

27 

Micro  47476-27 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

7.4 

1.0 

Client 

28 

Micro  47476-28 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

18.9 

1.0 

Client 

29 

Micro 

47476-29 

7.1 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND 

FIRST  DRAW 

Client 

30 

Micro 

47476-30 

23.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND 

FIRST  DRAW 

Technical  Supervisor:     2  ^"^"^.^  9/7/97  Analyst:  

Farid  Mamez^rizadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  47476 

>FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

ian  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

3  1 

Micro 

47476-31 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


DEC.  18.  199?  3:44PM 


NO.  994  1     P.  4/7 


fk\  Sequoia 
"    "  Analytical 


6B0  Chesapeake  Dflve  Redwood  Giy,  CA  94063       (650)  364-9600  FAX  (650)  364.9233 

404  N.  Wigel  Lane  Walnu*  Creek,  CA  9459B       (510)  988-9600         FAX  (510)  988-9673 

B19SnikerAv«mie.  Sulic8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


-  u  wisiEi;~;;;s;:sr'iillM  ',  „ '„,       '       mmm  !  -; 


SUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


□lent  Proj.  ID:  Jose  Ortega  ES 
Lab  Proj.  ID:  9712752 


Attention:      Bruce  Giannini 


==..::i;::::::;iiiiiiiiiT":;  -n;— -r-pinii'iiiiiiiiiij" 
=si        :  milium:.;: 


:iiu>IIUIIIIII!'.!.:  \ 


Sampled:  12/11/97  g 
Received:  12/12/97  f. 
Analyzed:  see  below  H 


Reported:  12/16/97 

UM!:nL-:i===3=n:  '  -  1  '..mil 


muuiiill 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

1  gh  kin1  H1 

Sample  Desc :  LIQUID,3-1 

Lead 

mg/L 

12/17 /97 

0.0D50 

N.D. 

1  ak  KJa-              CV71  971:9  no 

Sample  Desc :  LIQUID, 3-2 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-03 
Sample  Desc :  LIQUID,3-3 

Lead 

mg/L 

12/17/97 

00050 

N.D. 

Lab  No:  9712752-04 
Sample  Desc :  UQUlD,3-4 

Lead 

mg/L 

12/17/97 

0-D050 

N.D. 

Lab  No:  9712752-05 
Sample  Desc :  UQUID,3-5 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-06 
Sample  Desc :  LIQU1D.3-6 

Lead 

mg/L 

12/17/97 

0.0050 

0.0076 

Lab  No:  9712752-07 
Sample  Desc :  LIQUID,3-7 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

\nalytes  reported  a$  N  D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


12/18/97     15:44         TX/RX  NO. 1 483  P. 004 


DEC.  18.  1997  3:44PM 


NO.  9941     P.  5/7 


y^^S.          rnnnn-  „  680  Ch«ap«afc«  D.ivc  Redwood  City,  CA  94063  (650)  364-9600  FAX  (6S0)  364-9233 

f    k    \        JcGUUld  404  N.  Wigtt  Un«  Walnut  Creek.  CA  9459B  <S  10)  988-9600  FAX  (5 10)  988  967} 

„           i                 1  8 19  Striker  Avenue,  Suite  8  Sacramento,  CA  95B34  (9)6)931-9600  FAX  (916)  911-0100 

Analytical 


.  i-_^-.=.  i.iiiiiiiiikh  ^:::^:;i;iiiiii]|ii,,,,;:i:.;^^:^:==:=:=====!= 

Hi  SFUSD 

1  1551  Newcomb  Ave.,  Rm.  103 
!!!  San  Francisco,  CA  94124 

I  Attention:     Bruce  Glannini 


Miiiniiimiiirv .  -  '  4!'uj""MibHnrtu.  --==  e=s 

Client  Proj.  ID;     Jose  Ortega  ES 

LabProj.  ID:  9712752 


ili!!!!!!!!!1!!!!!!!! 


■i!!':!!l!lllllllllllllli;'7' 


iiiitlll]llillil!|i!!!;-^^:: 


Sampled:  12/11/97 

Received:  12/12/97  !!! 

Analyzed;  see  below  | 

Reported:  12/18/97  1 


EFrr:ri:i':„,:,i;„ii;iiiiliiiliiiiiiiiH!r,r:i- 


LABORATORY  ANALYSIS 


9  A 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712752-08 
Sample  Desc :  LIQUID.3-8 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-09 
Sample  Desc  :  UQUID,3-9 

Lead 

mg/L 

12/18/97 

0.0050 

0.0075 

Lab  No:  9712752-10 
Sample  Desc  :  UQUID.3-9  Dup 

Lead 

mg/L 

12/18/97 

0.0050 

0-0078 

Lab  No:  9712752-11 
Sample  Desc :  LJQUID,3-10 

Lead 

mg/L 

12/17/97 

0.0050 

0.0063 

Lab  No;  9712752-12 
Sample  Desc :  LIQUID.3-13 

Lead 

mg/L 

12/17/97 

0.0050 

0-0066 

Lab  No:  9712752-13 
Sample  Desc :  LIQUID,3-14 

Lead 

mg/L 

12/18/97 

0.010 

0.11 

Lab  No:  9712752-14 
Sample  Desc :  UQUID.3-15 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


12/18/97    15:44         TX/RX  NO. 1483         P. 005 


DEC.  1  8.  1  997   3 : 45PM 


NO.  9941     F.  6/7 


ST\  Sequoia 
^yp  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  PAX  (650)  364,9233 

404  N.  Wiftet  Lane  Waliui  Creek,  CA  94598       (5t0)  9BB-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


SFUSD  Client  Proj.  ID:     Jose  Ortega  ES  Sampled:  12/11/97 


11551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 


Attention:      Bruce  Gianninl 


Lab  Proj.  ID:  9712752 


 i^nSi.~d3Hss:--v :   :  ::  !:!:'"!i'iiiiii:'!:.:,.:r    .:.  ■:.:...^^.-:>-4^-iiz^rr-~ir; 


Received:  12/12/97 
Analyzed:  see  below 

Reported:  12/1B/97 


-ngntaiiiuiHiuiiiS!.-:: 


I 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9712752-15 
Sample  Desc :  L1QUID,3-16 

Lead 

mg/L 

12/17/97 

0.0050 

0,016 

Lab  No:  9712752-16 
Sample  Desc ;  LIQUID.3-17 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712752-17 
Sample  Desc :  UQUID.3-18 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-18 
Sample  Desc :  LlQUID.3-19 

Lead 

mg/L 

12/18/97 

0.0050 

0.017 

Lab  No:  9712752-19 
Sample  Desc  :  LIQUID.3-21 

Lead 

mg/L 

12/17/97 

0.0050 

0.046 

Lab  No:  9712752-20 
Sample  Desc  ;  LIQUID.3-21  Dup 

Lead 

mg/L 

12/17/97 

0.0050 

0.048 

Lab  No:  9712752-21 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

walytes  reported  a$  NO.  war*  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
'roject  Manager 


12/18/97     15:44         TX/RX  NO. 1483  P. 006 


SEP.  I  1997  12:24PM 

fk\  Sequoia 
_   J  Analytical 


NO.  5427     P.  9/26 

680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364*9600  FAX  (650)  364-9233 
404  N.  Wiyet  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  998-9C73 

S 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95B34  (916)921-9600  FAX  (9l  6)  921-0 100 


1551  NewcombAve..  Rm.  103 
I  San  Francisco,  CA  94124 

Uttention:     Bruce  Giannini 

— IIIH  UM!!!fia^ 


Client  ProJ.  ID:    J.  Parker 
Lab  Proj.  ID:  9708D15 

=L=~=S2K!||l|nMlllllll 

s.=iiiiuiiiiiiiui!!'iE= 


SampTscf:  08/24/97  jj| 
Received:  08/25/97  pi 
Analyzed:  see  below  | 


^anraiu:!:,"J»;r.:-::— 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


-ab  No:  9708D15-07 
sample  Desc  :  LIQUIDJ,  Parker  4 


Lead 


mg/L 


L  

,  EQUOIA  ANALYTICAL     ELAP  #1210 


08/28/97 


Detection 
Limit 


0.0050 


Sample 
Results 


_ab  No:         9708D 15-01 
Sample  Desc  :  UQUID,J.  Parker  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

fc.abNo:  9708D15-02 

1  Sample  Desc  ;  LIQUIDJ.  Parker  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

I  jab  No:          9708D 15-03 
■Sample  Desc  :  LIQUID, J.  Parker  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No;  9708D15-04 

■Sample  Desc :  LIQUIDJ.  Parker  2  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

uabNo:  9708D15-05 
Sample  Desc :  LIQUIDJ.  Parker  3 

Lead 

mg/L 

08/29/97 

0.0050 

N.D. 

JSbNo:  9708D15-06 

Sample  Desc  :  LIQUIDJ.  Parker  3  Duplicate 

Lead 

mg/L 

08/29/97 

0.0050 

N.D. 

N.D. 


oject  Manager 


09/02/97  13:23 


TX/RX  NO. 9346  P. 009 


SEP.  I  1  997  12:25PM  NO.  5427     P.  10/26 


Sequoia 


680  Chesapeake  Drive  Redwood  Gty,  CA  94063       (650)  364-960©  FAX  (650)  364-9133 

404  N  Wgct  Lane  Walnut  Creek,  CA  94598       (510)  938-9600         FAX  (5l0)  988-9673 

Analytical  St"kef  Awenuc'         8    Sacramento.  CA  95834  (916)  92<-9600         FAX  (916)  921-0100 


Eiuiiiiiiiiii  

1  SFUSD 

i  1551  Newcomb  Ave.,  Rm.  103 
ii!  San  Francisco,  CA  94124 

i 

1  Attention:     Bruce  Giannini 


Client  ProJ.  ID.  J.  Parker 
Lab  Proj.  ID:  9708D15 


Sampled:  08/24/97  1 
Received:  08/25/97  V 
Analyzed:  see  below  |jj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-O8 
Sample  Desc :  LIQUID, J.  Parker  5 

Mil  1                   M  1 

Lead 

mg/L 

08/28/97 

0.0050 

ND. 

Lab  No:  9708D15-09 
bampie  Desc  .  LIUUID,J.  Parker  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-10 
Sample  Desc :  LIQUID, J.  Parker  7 

Lead 

mg/L 

08/28/97 

0.0050 

ND. 

Lab  No:  9708D15-11 
Sample  Desc  .  LIQUID, J.  Parker  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  Nd;  9708D15-12 
Sample  Desc :  LIQUID, J.  Parker  9 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D15-13 
Sample  Desc  :  LIQUID, J.  Parker  10 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-14 
Sample  Desc :  LIQUID,  J.  Parker  n 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytas  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page:  2 


09/02/97    13:23         TX/RX  NO. 9346         P. 010 


SEP.  2.  1  997  1  2: 


/TN  Sequoia 
■   ~  Analytical 


NO.  5427     P.  11/26 

6B0  Cheispeike  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9333 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94596       (510)  988.9600         FAX  (510)  986-9673 

819  Striker  Avenue,  Suite  8     Sacramento.  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


£=!39UUmiHll|||ipi<IIHHIH 


1  SFUSD 
.  1551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 


Client  ProJ.  ID:  J.  Parker 
Lab  Proj.  ID:  9708D15 


Sampled:  08/24/97  1 
Received:  08/25/97  | 
Analyzed:  see  below 


Attention:     Bruce  Giannini 

ffiHHWIffilUyifflLt!!* 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-15 
|  Sample  Desc ;  LIQUID, J.  Parker  12 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

h  Lab  No:  9708D15-16 

1  Sample  Desc :  LIQUID,  J.  Parker  13 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

|  Lab  No:  9708D15-17 

1  Sample  Desc :  LIQUID, J.  Parker  14 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

|  Lab  No:  9708D15-18 

1  Sample  Desc :  LIQUID,J.  Parker  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-19 
Sample  Desc :  LIQUID, J.  Parker  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9706D15-20 
Sample  Desc :  UQUID,J.  Parker  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-21 
Sample  Desc :  LIQUID,J.  Parker  is 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

|  lalytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL    ELAP  #1210 


jteflaRynn 

■oject  Manager/     /  Pag<,: 


09/02/97     13:23         TX/RX  NO. 9346  P. 011 


SEP.  2.  199?  12:25PM  NO.  5427     P.  12/26 

/jT\  Sequoia 
Analytical 


680  Chesapeake  Driv*  Redwood  City.  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

404  N,  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5 10)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  9H-OI00 


aTOll'IIIIIIIIIIIIIIIIIHlH 

dmgrfwallHmmiii:-:-,:^: 


JUmiUlHIHlllllllllllllUILltUi 

ISFUSD 
i  1551  NewcombAva,  Rm.  103 
HI  San  Francisco,  CA  94124 

=  Attention:     Bruce  Gtenninl 


«iujuiHimii|i|imilHII 


mmiiiiiiiiiiiuiiaiiD 


Client  Proj.  ID:  J.  Parker 
Lab  Proj.  ID:  9708D15 


^NiiiiiiiiBie 


Sampled:  08/24/97  ill 
Received:  OB/25/97  | 
Analyzed:  see  below  | 

Reported:  08/29/97  1 

"II  IF""""*—       '     '  §g3a|Hf' 


siHiiimuiinililll 


LABORATORY  ANALYSIS 


Anelyte 

Unite 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9706D15-22 
Sample  Desc  :  LIQUID, J.  Parker  19 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-23 
Sample  Desc  :  LIQUID, J.  Parker  20 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No;          9708D15-24  , 
Sample  Desc :  UQUID,  J.  Parker  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-25 
Sample  Desc  :  LIQUID, J.  Parker  22 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-26 
Sample  Desc  :  UQUID,J,  Parker  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D, 

Lab  No:  9708D15-27 
Sample  Desc  :  LIQUID,J.  Parker  24 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D15-28 
Sample  Desc :  LIQUID, J.  Parker  25 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 012 


SEP.  I  1997  1 

(J\  Seqi 
-  ~  Analytical 


moia 


NO.  5427     F.  13/26 

680  Chesapeake  Drive  Redwood  Qty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wigcl  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suites    Sacramemo.  CA  95834  (916)921-9600         FAX  (916)  921^)100 


SFUSD 

1551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


Client  Proj.  ID:  J.  Parker 
LabProj.  ID:  9708D15 


Sampled:  08/24/97  g 
Received:  08/25/97  1 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


A  ft <k  list  a 

Anaiyis 

Unite 

uaie 
Analyzed 

riDtaAjfiArt 
Ltc&cwliuii 

Limit 

Results 

UbNo:  9708D15-29 
Sample  Desc  :  LIQUID,J.  Parker  26 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-G0 
Sample  Desc :  LIQUID,  J.  Parker  27 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-31 

Sample  Desc :  UQUID,J.  Parker  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  * 

Lab  No:  9708D15-32 
Sample  Desc .  LIQUID,  J.  Parker  28 

Lead 

mg/L 

08/28/97 

0.0050 

0.051 

c 


narytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection, 

SEQUOIA  ANALYTICAL  ELAP#1210 


I  heila  Flyrm 
''roject  Manager 


Page; 


09/02/97  13:23 


TX/RX  NO. 9346  P. 013 


I 


3EP-22-98  TUE  10:26  AM 


FAX  NO. 


P.  02/13 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROSA  PARKS  ES 


Micro  Log  In    6  0294 
Total  Samples  37 
Date  Sampled  9/17/96 
Date  Received  9/18/98 
Date  Analyzed  9/18/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


PARKS  1 


Micro  60294-01 

DRINKING  FOUNTAIN 
<TH  HALL 


Client 


PARKS  1A 


Micro  60294-02 

DRINKING  FOUNTAIN 
4TH  HALL 


<  1 


Client 


PARKS  1B 


Micro  60294-03 

DRINKING  FOUNTAIN 
4THHAU. 


<  1 


Client 


PARKS  2 


Micro  60294-04 

DRINKING  FOUNTAIN 
4TH  HALL 


Client 


PARKS  2A 


Micro  60294-08 

DRINKING  FOUNTAIN 
4TH  HALL 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artsJysJ^  in 'drinking  water  by  the  California  Department  of  Health  Sarvicos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Waterworks  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertalne  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04606  -  (510)  65 3-0824 


r-^-ao  .iun  iu^o  hh  fHa  NU.  P.  fj'd/l-i 


Page  2 

MICRO  ANALYTICAL  LABORATORIES.  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT- 

SFUSD  -  Asbestos  Control  Program  S  F  U  S  D  '  ^  ^ 60294 

1551  Newcomb  Avenue,  Rm.  103  R0SA  PARKS  ES  ™  $amP'e8  37 

San  Francisco,  CA  94124  M"  Dale  sampled  9/17/93 

Date  Recolved  9/18/93 
Dale  Analyzed  9/1  8/98 


Client  Sample  ID 


Client 


Micro  60294-06 

DRINKING  FOUNTAIN 
4TH  HAUL 


PARKS  2B 


CliBnt 


PARKS  3 


Micro  60294-07 

SINK  FAUCET 

4TH  TEACHER'S  LOUNGE 


cnent 


Micro  60294-08 

SINK  FAUCET 

4TM  TEACHER'S  LOUNGE 


PARKS  3 A 


Client 


PARKS  3B 


Micro  60294-09 

SINK  FAUCET 

4TH  TEACHER'S  LOUNGE 


Client  £ 


PARKS  4 


Micro   60204- 10 

DRrNKINCjFpUNTAIN 
ROOF  /  EXTERIOR 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Technical  Supervisor: 


9/18/98 


Analyst:    fr 


Mtao  Analytic*  Uboralorlos,  inc.  Is  ^diteV/or'JS33^t-     ^  ***** 


5000  MOLLIS  STREET,  SU)TE  M,  EMERYVILLE,  C.UFORNIA  9460. 


(510)  653-0824 


SEP-22-98  TUE  10:27  AM 


FAX  NO. 


P.  04/13 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHfTE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0294 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  DateSampted  9/17/95 

San  Francisco,  CA  94124  Date  nece'rved  9/1 8/98 

Date  Analyzed  9/18/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

PARKS  4A 

2 

1 

Micro  60294-11 

DRINKING  FOUNTAIN 
ROOF  /EXTERIOR 

Client 

PARKS  4B 

3 

1 

Micro  60294-12 

DRINKING  FOUNTAIN 
ROOF  /EXTERIOR 

Client 

PARKS  5 

<  1 

1 

Micro  60294-18 

DRINKING  FOUNTAIN 
3RD  HALL 

Client 

PARKS  5A 

<  1 

1 

Micro  60294-14 

DRINKING  FOUNTAIN 
3RD  HALL 

Client 

PARKS  5B 

<  1 

1 

Micro  60294-15 

DRINKING  FOUNTAIN 
3RD  HALL 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irt-ddiiking  water  by  the  California  Department  of  Health  Sorvbes,  EnvironmenlaJ 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ara  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  (or  the  Examination  o(  Water  and  Wastewater,  lath  edition,  1992,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  Thie  report  must  not  be  reproduced  except  In  lull,  with  iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation.'  ppb  =  parts  per  billion. 

590D  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  •  (510)  653-0824 


FAX  NO. 


P.  05/13 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  flm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROSA  PARKS  ES 


Micro  Log  In  60294 
Total  SamplBs  3  7 
Date  Sampled  9/17/9  8 
Date  Received  9/18/98 
Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

3RD  HA 

PARKS  6 

60294-16 
LL 

1 

1 

Client 
Micro 

DRINKI 
3RD  HA 

PARKS  6A 

60294-17 

MG  FOUNTAIN 
LL 

<  1 

1 

CfiBnt 

Micro 

DRINKI7 
3RD  HA 

PARKS  6B 

60294-18 

HQ  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DRINKI 
2ND  HA 

PARKS  7 

60294-19 

MO  FOUNTAIN 
LL 

1 

1 

Client 
Micro 

DRINKI 
2ND  HA 

PARKS  7A 

60294-20 
NG  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


Analyst; 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  lead  analysis  irV4jinJj|ng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectromelry  In 
accordance  with  Molhod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Waetewater,  16th  edition,  1992.  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *=  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


-22-98' -TUE  10'-28  AM 


FAX  NO. 


P.  06/13 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  60294 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Date  Sampled  9/17/98 

San  Francisco,  CA  94124  Data  Received  9/18/98 

Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Lfmlt  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

rtmuhf  i 
UnJMfU 

2ND  HA 

PARKS  7B 

60294-21 

<Ha  r\JLin  1  AIM 

LL 

<  1 

1 

Client 
Micro 

DRINKI) 
2ND  HA 

PARKS  8 

60294-22 

kJG  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DRINKI 
2ND  HA 

PARKS  8A 

60294-23 

"*G  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DRINKI 
2ND  HA 

PARKS  SB 

60294-24 
NG  FOUNTAIN 
LL 

<  1 

1 

Client 

Micro 

DRINKI 
2ND  HA 

PARKS  9 

60294-25 

HQ  FOUNTAIN 
LL- AUDITORIUM 

<  1 

1 

Technical  Supervisor: 


Analyst; 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead^aQajyJIs  ln>rJdQikir)g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  16lh  edition,  1092,  Amorlcan  Public  Hosirh 
Association,  Amorican  Wattsr  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  oxeopt  in  Ml,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  portains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


KfiX  NO. 


P.  U./1I 


i 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROSA  PARKS  ES 


Micro  Log  In    6  0294 
Total  Samples  37 
Date  Sampled  9/17/98 
Date  Received  9/16/98 
Date  Analyzed  9/18/98 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(PPb) 

Client 

PARKS  9 A 

Micro 

60294-26 

1 

DRINKING  FOUNTAIN 
2ND  HALL  -  AUDITORIUM 

<  1 

Client 

PARKS  9B 

Micro 

60294-27 

<  1 

DRINKING  FOUNTAIN 
2ND  HALL  -  AUDITORIUM 

1 

Client 

PARKS  10 

Micro 

60294-26 

1 

DRINKING  FOUNTAIN 
1ST  CAFETERIA 

3 

Client 

PARKS  10A 

Micro 

60294-29 

1 

DRINKING  FOUNTAIN 
1ST  CAFETERIA 

2 

Client 

PARKS  10B 

Micro 

80294-30 

DRINKING  FOUNTAIN 
1ST  CAFETERIA 

1 

1 

3JL 


%~4 


'18'8B  Analyst: 


FR 


Technical  Supervisor: 

Date  Reported 

Micro  Analytical  Laboratory.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  Ihe  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample*  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  {Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Aeaoclailon,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.  and  pertains  only  to  (he  samples  analyzed.  Unit  explanation:  ppb  ■  parte  por  billion. 

5900  HOLMS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


22-98  TUE  10:28  AM 


FAX  NO. 


P.  08/13 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  in  60294 

SFUSD  -  Asbestos  Control  Program  SJF.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Dale  Sampled  9/17/98 

San  FrancisCO,  CA    94124  Date  Received  9/1  8 /9 8 

Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
1ST  WT 

PARKS  11 

60294-31 

LE  SINK  FAUCET 
CHEN 

1  0 

■1 

1 

Client 
Micro 

MULTIP 
1ST  KIT 

PARKS  11 A 

60294-32 

LE  SINK  FAUCET 
CHEN 

<  1 

1 

Client 
Micro 

MULTIP 

1ST  KIT 

PARKS   11 B 

60294-33 

LE  SINK  FAUCET 
CHEN 

<  1 

1 

Client 
Micro 

SINK  F> 
ISTTEi 

PARKS  12 

60294-34 
U1CET 

ICHERS1  EATING  AREA 

<  1 

1 

Client 
Micro 

SINK  Fi 
iSTTEi 

PARKS  12A 

60294-35 
MICET 

ICHER8' EATING  AREA 

<  1 

1 

Technical  Supftrvisnr:  — "7^-^^^^*^  9A8/98       Analyst:  £5 

Farid  Rarm^an^eJi^MsQ-         Dale  Reported 

Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  lead  analysis  IrT^ddMlng  water  by  the  California  Department  of  HoaJth  Soivloes,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  ol  Water  and  Wastewater.  18th  edition,  19B2,  American  Public  Health 
Association.  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  sampleB  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


l-HA  NU. 


p.  uy/13 
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MICRO  ANALYTICAL  LABORATORIES  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  .„» 

1063 

SFUSD  -  Asbestos  Control  Program  s  F  Us?'  MiCT°  ^  60294 

1551  Newcomb  Avenue,  Ftm.  103  ROSA  PARKS  ES  TOtaf  Samp,es  37 

San  Francisco,  CA  94124  DateSampfed  9/17/93 

Date  Received  9/10/98 
Date  Anatyzed  9/18/98 


Client  Sample  10 


PARKS  12B 


Clfent 


Micro  60294-36 
SINK  FAUCET 

1  ST  TEACHERS'  EATING  AREA 


Client  P 


PARKS  BLANK 


Micro  60294-37 
BLANK 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Technical  Supervisor: 


Farfdl 


aB/9B—  Analyst: 


PR 


Micro  Analytic  Labaimortw,  Inc.  to  accre^d  for^^^W^.  ^ 

asUD    Hul  I  I O    OTfii' ^ v     ■-■  ■  .I 


*>00  HOLUS  STREET)  SUITE  M,  EMERYVILLE,  CALIFORNIA 


04606  -  (510)  653-0624 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

I3FUSD  -  Asbestos  Control  Program 
P1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SANCHEZ  ES 


Micro  Log  In    4  8  02  6 
Total  Samples  4 
Date  Sampled  8/30/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


1  0 


Micro  48026-01 
BLANK 


1 .0 


1.0 


Client 


Micro  48026-02 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
FIRST  DRAW 


Client 


>  5fr 


Micro  48026-03 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
SECOND  DRAW 


4.7 


1.0 


1 .4 


1.0 


Client 


Micro  48026-04 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
THIRD  DRAW 


1 .9 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa*~BnalysisTrT-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In    4  7  93  9 
Total  Samples  20 
Date  Sampled  8/23/97 
Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

3.8 

1.0 

Micro  47939-01 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Client 

2 

15.1 

1.0 

Micro  47939-02 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

3 

5.8 

1.0 

Micro  47939-03 

DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

Client 

4 

2.8 

1.0 

Micro  47939-04 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

Client 

5 

4.8 

1.0 

Micro  47939-05 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 

Micro  Analytical  Laboratories,  Inc.  is  accreditedTOrieaaanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4774  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  5/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  47745-06 
SINK  FAUCET 

THIRD  FLOOR  -  FACULTY  LOUNGE 
ROOM  307 
FIRST  DRAW 

4.6 

1.0 

Client 

7 

Micro  47745-07 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

2.0 

1.0 

Client 

8 

Micro  47745-08 
SINK  FAUCET 

FIRST  FLOOR  •  CAFETERIA  KITCHEN 
FIRST  DRAW 

1 .4 

1.0 

Client 

9 

Micro  47745-09 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

1 .9 

1.0 

Client 

1  0 

Micro  47745-10 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

1 .5 

1.0 

Technical  Superviso 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  74  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

BLANK 

47745-01 

<  1.0 

1.0 

Client 

2 

Micro 

47745-02 

7.9 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  203 

FIRST  DRAW 

Client 

3 

Micro 

47745-03 

3.8 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  217A 

FIRST  DRAW 

Client 

4 

Micro 

47745-04 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  ACROSS  ROOM  310 

FIRST  DRAW 

5.2 

Client 

5 

Micro 

47745-05 

8.0 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  -  OUTSIDE  ROOM  581 

FIRST  DRAW 

Technical  Supervisor:         r-^-^^—^f      —       9/6/97  Analyst:   

Farid  Rafnezanz| 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead^nalysisJrj) drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


063  PROJECT:  Micro  Log  In  47745 

3.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

i 551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

Jan  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47745-11 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

3.4 

1.0 

Client 

1  2 

Micro 

47745-12 

10.4 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  ROOM  108 

FIRST  DRAW 

Client 

1  3 

Micro 

47745-13 

77.6 

2.9 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  OF  BLDG.  OF  ROOM 

101 

Client 

1  4 

Micro  47745-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
GIRLS'  GYM  BATHROOM 
FIRST  DRAW 

13.9 

1.0 

Client 

1  5 

Micro 

47745-1 5 

30.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL 
OUTSIDE  GYM  -  BOYS'  ROOM 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatLarjalysis  in^donking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/2  3/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47745-16 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 


Client 


1  7 


Micro  47745-17 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 


Client 


1  8 


Micro  47745-18 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  OUTSIDE  GYMNASIUM 
ROOM  130 
FIRST  DRAW 


1  5.3 


13.8 


12.5 


1.0 


1.0 


1.0 


Client 


1  9 


Micro  47745-19 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  OUTSIDE  OF  ROOM  030D 
FIRST  DRAW 


1  .4 


Client 


20 


Micro  47745-20 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  103 

FIRST  DRAW 


24.7 


1.0 


1.0 


Technical  Supervisor:      3  9^^—-^~- -y^^   9/6/97  Analyst:   Q  

Farid  Rame^zanz^d^rv^S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

J.F.U.S.D. 

551  Newcomb  Ave.  Room  206 
>an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
POTRERO  HILL  JH 


Micro  Log  In    4774  5 
Total  Samples  24 
Date  Sampled  8/23/97 
Date  Received  8/25/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro  47745-21 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  104 

FIRST  DRAW 

14.7 

1.0 

Client 

22 

Micro  47745-22 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  105 

FIRST  DRAW 

14.0 

1.0 

Client 

23 

Micro  47745-23 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  106 

FIRST  DRAW 

33.4 

1.0 

Client 

24 

Micro  47745-24 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  ROOM  103 

FIRST  DRAW 

39.9 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
POTRERO  HILL 


Micro  Log  In    5  2  0  5  9 
Total  Samples  9 
Date  Sampled  1/14/98 
Date  Received  1/14/98 
Date  Analyzed  1/15/98 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

21  A 

2.0 

1.0 

Micro  52059-01 

DRINKING  FOUNTAIN 
ROOM  104 
RESAMPLE 

Client 

21B 

1  .4 

1.0 

Micro  52059-02 

DRINKING  FOUNTAIN 
ROOM  104 
RESAMPLE 

Client 

21C 

3.9 

1.0 

Micro  52059-03 

DRINKING  FOUNTAIN 
ROOM  104 
RESAMPLE 

Client 

22A 

4.4 

1.0 

Micro  52059-04 

DRINKING  FOUNTAIN 
ROOM  105 
RESAMPLE 

Client 

22B 

2.7 

1.0 

Micro  52059-05 

DRINKING  FOUNTAIN 
ROOM  105 
RESAMPLE 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52164 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 

POTRERO  HILL  21 A 

52164-01 
1G  FOUNTAIN  104 

3.4 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  21 B 

52164-02 
<G  FOUNTAIN  104 

3.3 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  21 C 

52164-03 
1G  FOUNTAIN  104 

10.4 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  22A 

52164-04 
MG  FOUNTAIN  105 

2.7 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  22B 

52164-05 
*G  FOUNTAIN  105 

4.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Waterworks  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52164 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  Sampled  1/17/98 

San  Francisco,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 

POTRERO  HILL  22C 

52164-06 
AG  FOUNTAIN  105 

13.2 

1.0 

Client 
Micro 

DRINKI 

POTRERO  HILL  23A 

52164-07 
FOUNTAIN  106 

1  6.7 

1.0 

Client 
Micro 

DRINKI 

POTRERO  HILL  23B 

52164-08 
MG  FOUNTAIN  106 

7.3 

1.0 

Client 
Micro 

DRINKI 

POTRERO  HILL  23C 

52164-09 
NG  FOUNTAIN  106 

20.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analyslsso-diinklng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:44  AM 


FAX  NO. 


P.  02/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  25  3  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  sampled  1/31/98 

San  Francisco,  CA    94124  Date  Received  2/2/9  6 

Date  Analyzed  2/3/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  <ppb)  (ppb) 


Client 

POTRERO  HILL  13A 

Micro  52533-01 

MULTIPLE  DRINKING  FOUNTAIN 

YAHD 

RESAllPLE 

1.7 

1.0 

Client 

POTRERO  HILL  13B 

Micro  52533-02 

MULTIPLE  DRINKING  FOUNTAIN 
RESAMPLE 

<1.0 

1.0 

Client 

POTRERO  HILL  13C 

Micro  52533-03 

MULTIPLE  PRINKING  FOUNTAIN 
RESAMPLE 

2.2 

1.0 

Technical  Supervisor: 


2/4/98 


Farid  R; 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  Analysis  inYlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlfica1eHWJ37SsaaJplos  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Methods  lor  the  Examination  ol  Water  and  Wastewater,  18lh  edition,  1992,  Amorlcan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:54  AM 


FAX  NO. 


P.  21/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5256  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  Sampled  2/2/98 

San  Francisco.  CA    94124  Dale  Received  2/3/96 

Date  Analyzed  2/4/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  <PPb) 


aient 

Micro 
multip 

YARD  - 

POTRERO  HILL  J***" 
52568-01  <~JL 

LE  DF 
HESAMPLE 

4.2 

1.0 

Client 
Micro 

MULT1P 
YARD  - 

POTRERO  HILL  ytf 

52568-08                   { Yip 

LEDF 
RESAMPLE 

1.9 

1.0 

Ctent^     POTRERO  HILL^JSC" 

Micro  52568-03 

MULTIPLE  DF                                 1  ^ 
YARD  -  RESAMPLE 

5.2 

1.0 

Technical  Supervisor: 


2/4/98  Analyst:  fr/js 


Micro  Analytical  Laboratories,  fne,  is  accredited  for  lead  aratysls^liraflrtcing  water  by  the  California  Department  ol  Health  Sorvleos.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cartiricale  #1037.  Samples  are  analyasd  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  isth  odliion,  1092,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  muel  not  be  roproduoed  except  In  full,  wilh  the 
approval  o(  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  ports  per  billion. 


5800  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-OB24 


■IV 


997 


uoia 


~  Analytical 


NO.  8003     F.  7/8 

680  Ch«apeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650) 

404  N.  VPV*  L»nc  Walnut  Cretk.  CA  94598       (510)  938-9600  FAX  (510)  988-9673 

8 19  Striker  Aver**,  Suite  S     Sacramento,  CA  9583+  (916)  921-9600  FAX  (916)  9H-0I0O 


|  SFUSD 

1551  Newcomb  Ave.,  Rm  103 
1!!  San  Francisco,  CA  94124 


I  Attention:     Bruce  Glannini 

llliilli;;;  ,AT,r:::,.. .. :  ....!!ivmm.ii;;;,;;;;r  :  •  -r  'i'v;iim.rcu 
muSa—VM  -     -  ;'U»iiiii.;i„:::  :!':::::::i:::::::::':?:niillli,.n  ■ 


=ss=asfoii|Mii„i,i„:     .   :::r.mi,.,:.i  v: :;:  ::.ds'-'!iill:in,s=i==ir=:ii!iiiilii:::  ... 

Client  Proj.  ID.  Potrero  Hill  Neighborhood 
LabProj.  ID:  9710G14 


warn?  ".hip-i 


mil'"-'" ~  -  -r  nniL?"'"~L  ■■ww "  ~,.niiiiir  " 
Sampled:  10/29/97  il 
Received:  10/29/97  1 
Analyzed:  see  below  jji 

Reported:  11/03/97  I 

:=3ffliiiiiia3~Ji-Hs;  ^:i:iiiiii„Fi  ■~?iiiiati=~-=aaiitii 


LABORATORY  ANALYSIS 


Analyte 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         971 0G 14-01 
Sample  Desc  :  LIQUID,  1 

I 

Leao 

mg/L 

10/ J ( /97 

A  nncn 

Kl  Pi 

N.D. 

Labl^lo:          97 10G 14-02 
Sample  Desc  ;  LIQUID, 2 

Lead 

mg/L 

10/31/97 

o.ooso 

N.D. 

Lab  No:          971 0G1 4-03 
Sample  Desc  :  LIQUID, 3 

j  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lablta:         971 0G 14-04 
Sample  Desc  :  UQUID,4 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.028 

Lab  No:          971 0G1 4-05 
Sample  Desc :  LIQUID,4-Duplicate 

i  Lead 

—  i 

mg/L 

10/31/97 

0.0050 

0.029 

Lab  No:         971 0G 14-06 
Sampje  Desc :  LIQUiD,5-Blank 

i  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

lalytes  imported  as  N.D.  were  not  present  above  the  statBd  limit  of  detection. 
EQujoiA  ANALYTICAL  ELAP#1210 


leila  Fjynn 
oject  Manager 


11/03/97  10:14 


TX/RX  NO. 0681 


P. 007 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
;an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  CC  #7 


Micro  Log  In    4  778  2 
Total  Samples  2  1 
Date  Sampled   8/23/9  7 
Date  Received  9/1/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-1 

1  .6 

1.0 

Micro  47782-01 

SINK  FAUCET 

ROOM  #1  KITCHEN  FAUCET 

FIRST  DRAW 

Client 

7-2 

5.2 

1.0 

Micro  47782-02 

SINK  FAUCET 

ROOM  #2  KITCHEN  FAUCET 

FIRST  DRAW 

Client 

7-3 

<       1  .0 

1.0 

Micro  47782-03 

DRINKING  FOUNTAIN 

CORRIDOR  ADJACENT  TO  ROOMS  3  &  4 

FIRST  DRAW 

Client 

7-4 

<  1.0 

1.0 

Micro  47782-04 

SINK  DRINKING  FOUNTAIN 

ROOM  #4  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-5 

1.6 

1.0 

Micro  47782-05 

SINK  DRINKING  FOUNTAIN 

ROOM  #3  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor: 


9/1/91 


Analyst: 


AL 


Farid  Ra^^zanz^a^r^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inannking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  78  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA   941 24  Date  Recejved  Q/UQ7 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-6 

6.7 

1.0 

Micro  47782-06 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
FIRST  DRAW 

Client 

7-7 

1.1 

1.0 

Micro  47782-07 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
ADJACENT  TO  STOVE 
FIRST  DRAW 

Client 

7-8 

6.3 

1.0 

Micro  47782-08 
SINK  FAUCET 

SINK  FOUNTAIN  IN  EMPLOYEE  BREAKROOM 
FIRST  DRAW 

Client 

7-9 

1.1 

1.0 

Micro  47782-09 

SINK  DRINKING  FOUNTAIN 

ROOM  #5  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-10 

<      1 .0 

1.0 

Micro  47782-10 

SINK  DRINKING  FOUNTAIN 
ROOM  #5  ADJ  TO  ACTIVITY  ROOM 
FIRST  DRAW 

Technical  Supervisor:    7-  — 9/1/91  Analyst:   —  

Farid  Rame^anzad^hTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^tead-analysls-sn-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


1063  PROJECT:  Micro  Log  In    4778  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA    94124  Date  Received  9/1/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-11 

3.1 

1.0 

Micro  47782-11 

SINK  DRINKING  FOUNTAIN 

ROOM  #12  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-12 

15.0 

1.0 

Micro  47782-12 
SINK  FAUCET 

ROOM  #12  SINK  FOUNTAIN  CLOSER  TO 
ACTIVITY  ROOM 
FIRST  DRAW 

Client 

7-13 

2.2 

1.0 

Micro  47782-13 

SINK  DRINKING  FOUNTAIN 

ROOM  #10  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-14 

1.8 

1.0 

Micro  47782-14 

SINK  DRINKING  FOUNTAIN 

ROOM  #7  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-15 

1  .8 

1.0 

Micro  47782-15 

SINK  DRINKING  FOUNTAIN 

ROOM  #9  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^TliTralysis^m-dfmking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7782 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA    94124  Date  Received  9/1 /9 7 

Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7-16 

Micro 

47782-16 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #8  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-17 

Micro 

47782-17 

16.2 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  11 
FIRST  DRAW 

Client 

7-18 

Micro 

47782-18 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  #5 
FIRST  DRAW 

5.3 

Client 

7-19 

Micro 

47782-19 

12.3 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  5 
FIRST  DRAW 

Client 

7-20 

Micro 

47782-20 

21.1 

1.0 

DRINKING  FOUNTAIN 
FIRST  DRAW 

Technical  Supervisor: 


'9/7/97 


Farid 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeaa  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  778  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA    94124  Date  Received  9/1/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(PPb) 

Client 

BLANK 

Micro 

47782-21 

BLANK 

<      1 .0 

1.0 

Technical  Superviso 


,1A 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysisTn  drinking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5> 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  CC 


Micro  Log  In  5  05  6  0 

Total  Samples  8 

Date  Sampled  11/6/9  7 

Date  Received  11/11/97 

Date  Analyzed  1  1/13/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7-17A 

Micro 

50560-01 

5.8 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  11 

1ST  DRAW 

Client 

7-17B 

Micro 

50560-02 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  11 

2ND  DRAW 

5.5 

Client 

7-17C 

Micro 

50560-03 

1.0 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  ROOM  11 
3RD  DRAW 

5.5 

Client 

7-19A 

Micro 

50560-04 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

1ST  DRAW 

2.7 

Client 

7-19B 

Micro 

50560-05 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

2ND  DRAW 

2.1 

Technical  Supervisor: 


'vv~^  11/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa  analysis^Adhqking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample©  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    505  6  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  DateSampied  11/6/97 

San  Francisco,  CA  941 24  Date  Received  l1/11/97 

Date  Analyzed  11/13/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-19C 

Micro  50560-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

3RD  DRAW 

3.4 

1.0 

Client 

SPIKE  1 

Micro  50560-07 

SPIKE 

97-WOO-771-8 

10.2 

1.0 

Client 

BLANK  -  1 

Micro 

BLANK 

50560-08 

<  1.0 

1.0 

Technical  Supervisor: 


11/13/ 


97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iead"arialys1sirrtlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


KftX  NO. 


P.  07/18 


Page      1   of  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  72165 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  SampieB  7 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  Dale  sampled  8/10/1999 

San  Francisco,  CA  94124  PROJECT  NO-  B-3581  Date  Received  8/1  2/1  999 

Dale  Analyzed  8/16/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

PRESIDIO  17  1 

Micro 

72165-01 

1 

DRINKING  FOUNTAIN 
OUTSIDE  ADJACENT  TO  RM.  11 
1ST  DRAW 
0  FLUSH  TIME 

1 

Client 

PRESIDIO  17  II 

NOT  ANALYZED 

Micro 

72165-02 

DRINKING  FOUNTAIN 
OUTSIDE  ADJACENT  TO  RM.  11 
2ND  DRAW 
30  SEC  FLUSH  TIME 

Client 

PRESIDIO  3  1 

Micro 

72165-03 

<  1 

1 

DRINKING  FOUNTAIN 
CORRIDOR  ADJACENT  TO  RM.  3 
1ST  DRAW 
0  FLUSH  TIME 

Client 

PRESIDIO  3  II 

NOT  ANALYZED 

Micro 

721 65-04 

DRINKING  FOUNTAIN 
CORRIDOR  ADJACENT  TO  RM.  3 
2ND  DRAW 
30  SEC  FLUSH  TIME 

Client 

PRESIDIO  12  1 

Micro 

721 65-05 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  12,  ACT.  ROOM 
1ST  DRAW 
0  FLUSH  TIME 

2 

Farid  RamezdijzadehjfcSy 
Micro  Analytical  Laboratories,  inc.  Is  accredited  tor  lead  analysis  in  drinkl 


8/17/1999  Analyst: 


Technical  Supervisor: 

fyla  Reported 

_  water  by  the  California  Department  of  Hoalth  Services,  Environmental 
Laboratory  Accreditalion  Program  (ELAP),  Certificate  K1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorplion  Spoctromeiry  In 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  of  Walor  and  Wastewater.  16th  edition,  1992  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull  with  Ins 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  onfy  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  65S-06J4 


r-AX  NO. 


P.  08/18 


Page      2  of  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  72165 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  Dairf sampled  e/io/1999 

San  Francisco,  CA    94124  PROJECT  NO.  B-3581  Dale  Received  8/1  2/1 999 


Dale  Analyzed  8/ 1  7/1  9  99 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

PRESIDIO  12  II 

NOT  ANALYZED 

Micro 

72165-06 

SINK  DRINKING  FOUKTAW 
ROOM  12,  ACT.  ROOM 
1ST  DRAW 
30  SEC.  FLUSH  TIME 

Client 

PRESIDIO  BLANK  I 

NOT  ANALYZED 

Micro 

72165-07 

BLANK 

Technical  Supervisor: 


ra  8/17/1999 

ieh,  M^j?^  ^)  Dale  Reported 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  le  accredited  lor  lead  analysis  In  drinking  water  by  Ihe  California  Department  of  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tar  the  Examination  of  Water  and  Wastewater,  I8ih  edition,  1992  American  Public  Health 
Association,  American  Water  Works  Association.  Waler  Pollution  Control  Fedoralion).  This  report  must  not  be  reproduced  except  In  futi  with  the 
approval  of  Micro  Anafytical  Laboratories.  Inc.,  and  pertains  only  to  the  samplos  analysed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94600  ►  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7904 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/2  5/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

5.9 

1.0 

Micro  47904-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  LOWER  YARD 
INITIAL  DRAW 

Client 

#  2 

4.4 

1.0 

Micro  47904-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  BY  STAIRWAY 
INITIAL  DRAW 

Client 

#  3 

32.6 

1.0 

Micro  47904-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

Client 

#  4 

4.8 

1.0 

Micro  47904-04 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

Client 

#  5 

46.9 

1.0 

Micro  47904-05 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  2ND  FLOOR 

INITIAL  DRAW 

Technical  Supervisor:    ^ t^—^^-^.  -„ y^L——"      9/8/91  Analyst:  

Farid(Rarnezani!adeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fbrHeaa-anaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    479  04 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/28/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  6 

Micro  47904-06 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  2ND  FLOOR 

INITIAL  DRAW 

1  1 .3 

1.0 

Client 

#  7 

Micro  47904-07 
DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  THIRD  FLOOR 
INITIAL  DRAW 

48.7 

1.0 

Client 

#  8 

Micro  47904-08 
DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  THIRD  FLOOR 
INITIAL  DRAW 

6.9 

1.0 

Client 

#  9 

Micro  47904-09 
SINK  FAUCET 

KITCHEN  ROOM  213,  2ND  FLOOR 
INITIAL  DRAW 

<1.0 

1 .0 

Client 

#  10 

Micro  47904-10 
SINK  FAUCET 

KITCHEN  ROOM  213,  SECOND  FLOOR 
INITIAL  DRAW 

<1.0 

1.0 

Technical  Supervisor:     X  — -yy^ — X^tl^^ —    9/8/97  Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forteacLahaJysis  inNjrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037!  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  11 

Micro  47904-11 
SINK  FAUCET 

KITCHEN  ROOM  213, 2ND  FLOOR 
INITIAL  DRAW 

1 . 1 

1 .0 

Client 

#  12 

Micro  47904-12 

DRINKING  FOUNTAIN 
ROOM  230, 2ND  FLOOR 
INITIAL  DRAW 

9.2 

1.0 

Client 

#  13 

Micro  47904-13 

DRINKING  FOUNTAIN 
CORRIDOR  C-95, 1ST  FLOOR 
INITIAL  DRAW 

<1.0 

1.0 

Client 

#  14 

Micro  47904-14 

DRINKING  FOUNTAIN 
AREA  147A,  FIRST  FLOOR 
INITIAL  DRAW 

36.6 

1.0 

Client 

#  15 

Micro 

BLANK 

47904-1 5 

<1.0 

1.0 

Micro  Log  In    4  79  0  4 
Total  Samples  1  6 
Date  Sampled   8/2  6/9  7 
Date  Received  8/2  8/9  7 
Date  Analyzed  9/2/97 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTeacKanalyStsTrr'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7904 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  8/26/97 

San  FrancisCO,  CA    94124  Date  Received  8/28/97 

Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  16 

Micro  47904-16 

DRINKING  FOUNTAIN 
ROOM  021,  BASEMENT 
INITIAL  DRAW 

1  81 

5.0 

)r:_2^£ 


Technical  Supervisor:     y  ^^^^7^^<y°^ —  9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  f6^e^d)aTnalysisjin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  10/4/97 

San  RranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  A 

<  1.0 

1.0 

Micro  49321-01 

DRINKING  FOUNTAIN 
ROOM  147A,  1ST  FLOOR 
RE-SAMPLE 

Client 

1  B 

2.0 

1.0 

Micro  49321-02 

DRINKING  FOUNTAIN 
ROOM  147A.1ST  FLOOR 
RE-SAMPLE 

Client 

1  C 

<  1.0 

1.0 

Micro  49321-03 

DRINKING  FOUNTAIN 
ROOM  147A,  1ST  FLOOR 
RE-SAMPLE 

Client 

2A 

1  .5 

1.0 

Micro  49321-04 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Client 

2B 

<  1.0 

1.0 

Micro  49321-05 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Technical  Supervisor: 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo\lead  aYialysisTn-drinfting  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-4tW37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    4  9321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2C 

Micro 

49321-06 

1 .4 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Client 

3A 

Micro 

49321-07 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

2.6 

Client 

3B 

Micro 

49321-08 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

<  1.0 

Client 

3C 

Micro 

49321-09 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

Client 

4A 

Micro  49321-10 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2RD  FLOOR 
RE-SAMPLE 

103.2 

3.3 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aYtaJysis  irXdTrnkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

4B 

Micro 

49321-11 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 3RD  FLOOR 
RE-SAMPLE 

Client 

4C 

Micro 

49321-12 

1.5 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 3RD  FLOOR 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ie5ad-analysis-iri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JAN-07-98  WED  05:37  PM 


P.  02/06 


Peg©  1 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    S 1 8  4  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  1/6/9B 

San  Francisco,  CA  94124  Date  Received  1/6/98 

Date  Analyzed  1/7/98 


Detection 


Lead  Concentration                   Limit  Comments 
Client  Sample  ID  (ppD)    (ppb)    


Client  j                5  A 
Micro  51849-01 

DRINWNG  FOUNTAIN 

CORRIDOR  CM  SOUTH  SIDE  2ND  FUOOR 

RESAM  PLE 

7.7 

1.0 

Client 
Micro 

OR1NKI 
CORRIC 
RESAM 

5B 

51849-02 

■iG  FOUNTAIN 

OR  C90  SOUTH  SIDE  2ND  FLOOR 
PLE 

6.8 

1.0 

Client  |                 5  C 

Micro  51849-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  2ND  FLOOR 

RESAMPLE 

11.3 

1.0 

Client!  14A 
Micro  51849-04 

DRINKING  FOUNTAIN 

AREA  147  A  FIRST  FLOOR  OFF  GIRLS  LOCKER 
RESAMPLE 

3.8 

1.0 

Client 
Micro 

DRINKI 
AREA  1 
RESAM 

14B 

51849-05 
NG  FOUNTAIN 

47A  FIRST  FLOOR  OFF  GIRLS  LOCKER 
PLE 

2.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  anatysl*  in  oTir>Wft§  water  by  the  California  Department  of  Health  St  rvices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  furnace  Atomic  Absorption  Spectrometry  in 
accordance  «vilh  Method  3113B  (Standard  Metnoda  for  in©  Examination  of  Watnr  and  Wastewater,  Tftth  edition,  1992.  Amston  Public  Hanltti 
Aseocialion.  American  Water  Works  Association,  Water  pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  m  parts  par  billion. 

S900  HOLLIS  STREET,  SUITE  M„  EMERYVILLE,  CALIFORNIA  94608  -  (510)  65!)-0824 


01/07/98    17:35         TX/RX  NO. 1760         P. 002 


JAN-07-98  WED  05:37  PM 


P.  03/06 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31H3B 


1063  PROJECT:  Micro  Log  In  51849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  san*ies  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  WIS  DateSampied  1/6/98 

San  Francisco,  CA  94124  ^Received  1/6/9  8 


Date  Analyzed  1/7/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

14C 

Micro  51349-06 
DRINKING  FOUNTAIN 

AREA  147  A  FIRST  FLOOR  OFF  OJRLS  LOCKER 
RESAMPLE 

7.0 

10 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leacTartatysiS  in  rJrTrriwwf  water  by  the  CaDtornia  Department  ot  Healtn  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analysed  by  Graphite  Furnace  Atomic  Absoipbon  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  tor  tne  examination  o*  Wntor  antt  WaitoW«ior,  ia«h  o<t;t.on.  1002.  American  Public  H»aith 
Association,  Amorican  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproducwd  oxcept  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parte  per  bililon. 

5900  HQLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  6S3-0824 


01/07/98     17:35  TX/RX  NO. 1760 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


'  063 

l>FUSD  -  Asbestos  Control  Program 
|  551  Newcomb  Avenue,  Rm.  103 
>an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In    47  8  4  8 
Total  Samples  1  1 
Date  Sampled  8/2  5/9  7 
Date  Received  8/2  7/9  7 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

<      1 .0 

1.0 

Micro  47848-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 

Client 

2 

<      1 .0 

1.0 

Micro  47848-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 

Client 

3 

<      1 .0 

1.0 

Micro  47848-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 

Client 

4 

9.3 

1.0 

Micro  47848-04 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 

Client 

5 

<      1 .0 

1.0 

Micro  47848-05 

SINK  FAUCET 
FACULTY  ROOM 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditecrtorjead  analysisJa.dririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In    47  8  4  8 
Total  Samples  1  1 
Date  Sampled  8/25/97 
Date  Received  8/27/97 
Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

6 

47848-06 

kUCET 
N 

iRAW 

<  1.0 

1.0 

Client 

Micro 

DRINKI 
2ND  FL 
FIRST  C 

7 

47848-07 

MG  FOUNTAIN 
□OR  HALLWAY 
>RAW 

1 .2 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

8 

47848-08 

MG  FOUNTAIN 
DOR  HALLWAY 
IRAW 

18.4 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
FIRST  I 

9 

47848-09 

MG  FOUNTAIN 
OOR  HALLWAY 
)RAW 

2.6 

1.0 

Client 
Micro 

BLANK 

1  0 

47848-10 

<      1  .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramez^n^deh^MS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead^atysisJivWinking  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificaTe^Tt)37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In    47  8  4  8 
Total  Samples  1  1 
Date  Sampled  8/25/97 
Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47848-11 
SPIKED  SAMPLE 

47.2 

1.0 

FR 


Technical  Supervisor:  y  ■  — \x2=^=^C^—L — ~~   9/7/97  Analyst: 

Farid  Rarfiez^nzadeh, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forjgap^aijaiysisjrydrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  89 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  REDDING  PK  Date  Sampled  1 0/3/9  7 

San  Francisco,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

8A 

1 .4 

1.0 

Micro  49289-01 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALLWAY 
FIRST  DRAW 

Client 

8B 

1.1 

1.0 

Micro  49289-02 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALLWAY 
SECOND  DRAW 

Client 

8C 

1 .2 

1.0 

Micro  49289-03 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALLWAY 
THIRD  DRAW 

Client 

13B 

<  1.0 

1.0 

Micro 

BLANK 

49289-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foVJead  ari^lys'isjn  drinfting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-#4037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 

I 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

<       1  .0 

1.0 

Micro  47847-01 

SINK  DRINKING  FOUNTAIN 
ROOM  214 
FIRST  DRAW 

Client 

2 

<       1  .0 

1.0 

Micro  47847-02 

SINK  DRINKING  FOUNTAIN 
ROOM  215 
FIRST  DRAW 

Client 

3 

<      1 .0 

1.0 

Micro  47847-03 

SINK  DRINKING  FOUNTAIN 
ROOM  213 
FIRST  DRAW 

Client 

4 

<      1 .0 

1.0 

Micro  47847-04 

SINK  DRINKING  FOUNTAIN 
ROOM  211 
FIRST  DRAW 

Client 

5 

<      1 .0 

1.0 

Micro  47847-05 

SINK  DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 

Technical  Supervisor: 


/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  feadjaBafysls-io-drtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

PROJECT:  Micro  Log  In  47847 

S.F.U.S.D.  Total  Samples  35 

PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/27/9  7 
Date  Analyzed  9/1/97 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

<      1 .0 

1.0 

Micro  47847-06 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL 
FIRST  DRAW 

Client 

7 

1.1 

1.0 

Micro  47847-07 

SINK  DRINKING  FOUNTAIN 
ROOM  208 
FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  47847-08 

SINK  DRINKING  FOUNTAIN 
ROOM  207 
FIRST  DRAW 

Client 

9 

1 .3 

1.0 

Micro  47847-09 

SINK  DRINKING  FOUNTAIN 
ROOM  205 
FIRST  DRAW 

Client 

1  0 

<      1 .0 

1.0 

Micro  47847-10 

SINK  DRINKING  FOUNTAIN 
ROOM  203 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-emfysfs^mTtrinktag  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/9  7 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

<  1.0 

1.0 

Micro  47847-11 

SINK  DRINKING  FOUNTAIN 
ROOM  201 
FIRST  DRAW 

Client 

1  2 

<      1 .0 

1.0 

Micro  47847-12 

SINK  DRINKING  FOUNTAIN 
ROOM  202 
FIRST  DRAW 

Client 

1  3 

1  .2 

1.0 

Micro  47847-13 

SINK  DRINKING  FOUNTAIN 
ROOM  210 
FIRST  DRAW 

Client 

1  4 

<      1  .0 

1.0 

Micro  47847-14 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 
FIRST  DRAW 

Client 

1  5 

<      1 .0 

1.0 

Micro  47847-15 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

Technical  Supervisor:    7  ,£>^ — yv)— ^  '9/7/97  Analyst:   EIL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysisjadbnking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/9  7 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  6 

<  1.0 

1.0 

Micro 

BLANK 

47847-16 

Client 

1  7 

1  .6 

1.0 

Micro  47847-17 

SINK  DRINKING  FOUNTAIN 
ANNEX  116 
FIRST  DRAW 

Client 

1  8 

1 .6 

1.0 

Micro  47847-18 

SINK  DRINKING  FOUNTAIN 
ANNES  105 
FIRST  DRAW 

Client 

1  9 

1  .7 

1.0 

Micro  47847-19 

SINK  DRINKING  FOUNTAIN 
ANNEX  106 
FIRST  DRAW 

Client 

20 

9.9 

1.0 

Micro  47847-20 

SINK  DRINKING  FOUNTAIN 
ANNEX  113 
FIRST  DRAW 

Technical  Supervisor:    ' 7  £*• ^- — y^- — ^^ZL==z — 9 L 7 1 9 7  Analyst:   FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fonead^alysls-in-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    47  84  7 

,5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  5 

551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  DateSampied  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/9  7 

Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro 

47847-21 

<     1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
ANNEX  121 
FIRST  DRAW 

Client 

22 

Micro 

47847-22 

<     1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
ANNEX  122 
FIRST  DRAW 

Client 

23 

Micro 

47847-23 

1.0 

SINK  DRINKING  FOUNTAIN 
ANNEX  114 
FIRST  DRAW 

<  1.0 

Client 

24 

Micro 

47847-24 

1 .4 

1.0 

SINK  DRINKING  FOUNTAIN 
ANNEX  115 
FIRST  DRAW 

Client 

25 

Micro  47847-25 

SINK  FAUCET 
ANNEX  OFFICE 
FIRST  DRAW 

1.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysistn-df  inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  8  47 

S.F.U.S.D.  Total  Samples  3  5 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  01 
ANNEX 
FIRST  C 

26 

47847-26 

LINKING  FOUNTAIN 

RM211 

•RAW 

1.8 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

27 

47847-27 

UNKING  FOUNTAIN 

RM  201 

)RAW 

2.5 

1.0 

Client 
Micro 

SINK  D 
ANNEX 
FIRST  I 

28 

47847-28 

LINKING  FOUNTAIN 

RM212 

)RAW 

1.0 

1.0 

Client 
Micro 

SINK  D 
ANNEX 
FIRST  I 

29 

47847-29 

LINKING  FOUNTAIN 

RM202 

)RAW 

2.3 

1.0 

Client 
Micro 

SINK  D 
ANNEX 
FIRST  1 

30 

47847-30 

RINKING  FOUNTAIN 

RM  209 

JRAW 

2.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inTifinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  5 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

31 

Micro 

47847-31 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
ANNEX  RM  217 
FIRST  DRAW 

Client 

32 

Micro  47847-32 

SINK  FAUCET 
FACULTY  ROOM 

1 .3 

1.0 

Client 

33 

Micro 

47847-33 

1 .5 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND 

FIRST  DRAW 

Client 

34 

Micro 

47847-34 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
ANNEX  HALLWAY 
FIRST  DRAW 

4.6 

Client 

35 

Micro  47847-35 
SPIKED  SAMPLE 

49.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irrdr4nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Waterworks  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  049 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  Francisco,  CA  94124  _  ,  _ 

'  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

3.5 

1.0 

Micro  48049-01 

DRINKING  FOUNTAIN 
C-90  (S)- 1ST  FLOOR 
INITIAL  SCREENING 

Client 

2 

2.4 

1.0 

Micro  48049-02 

DRINKING  FOUNTAIN 
C-90  (MID) -1ST  FLOOR 
INITIAL  SCREENING 

Client 

3 

2.9 

1.0 

Micro  48049-03 

DRINKING  FOUNTAIN 
C-90  (N)- 1ST  FLOOR 
INITIAL  SCREENING 

Client 

4 

10.7 

1.0 

Micro  48049-04 
SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  R-104 
INITIAL  SCREENING 

Client 

5 

3.1 

1.0 

Micro  48049-05 

SINK  FAUCET 
KITCHEN  R-110A 
INITIAL  SCREENING 

Technical  Supervisor:     /  — yg-, —  ^([^-—^/e/si  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  afTatysis~in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

3.9 

1.0 

Micro  48049-06 

DRINKING  FOUNTAIN 
C-90  (S)  -  BASEMENT  LEVEL 
INITIAL  SCREENING 

Client 

7 

5.0 

1.0 

Micro  48049-07 

DRINKING  FOUNTAIN 
007 

INITIAL  SCREENING 

Client 

8 

6.0 

1.0 

Micro  48049-08 

DRINKING  FOUNTAIN 
005 

INITIAL  SCREENING 

Client 

9 

1.0 

Micro  48049-09 

DRINKING  FOUNTAIN 
C-91  -  BASEMENT  LEVEL 
INITIAL  SCREENING 

1.8 

Client 

1  0 

1.0 

Micro  48049-10 

DRINKING  FOUNTAIN 

C-90  (N)  -  BASEMENT  LEVEL 

INITIAL  SCREENING 

6.2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 
1 1063  PROJECT:  Micro  Log  In  48049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1 1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

21 .4 

1.0 

Micro   48049-1 1 

MULTIPLE  DRINKING  FOUNTAIN 

EXT.  YARD 

EAST  YARD  (GATE) 

INITIAL  SCREENING 

Client 

1  2 

7.2 

1.0 

Micro  48049-12 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 

WEST  YARD  (FENCE) 
INmAL  SCREENING 

Client 

1  3 

4.2 

1.0 

Micro  48049-13 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
WEST  YARD 
INITIAL  SCREENING 

Client 

1  4 

<      1 .0 

1.0 

Micro 

BLANK 

48049-14 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramezaftead^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaS~Snfflysis  irTdrtfiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4931  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

155T  Newcomb  Avenue,  Rm.  103  ROOFTOP  MS  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

25.5 

1.0 

Micro  49318-01 

MULTIPLE  DRINKING  FOUNTAIN 
ROOF 

INITIAL  SCREENING 

Client 

2 

2.8 

1.0 

Micro  49318-02 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 

Client 

3 

3.4 

1.0 

Micro  49318-03 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 

Client 

4 

<  1.0 

1.0 

Micro 

BLANK 

49318-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leachwialysisNQ_drirjJ{ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 
1551  Newcomb  Avenue.  Rm.  103  ROOFTOP  MS 

San  Francisco,  CA  94124  WORK  ORDER  NO.  WT-97 


Micro  Log  In    5  010  8 
Total  Samples  1  3 
Date  Sampled  10/25/97 
Date  Received  10/30797 
Date  Analyzed  10/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  {ppb)  (ppb) 


Client 

Micro 
OHINKI 

R-211 

INITIAL 

4 

50108-01 
>IG  FOUNTAIN 

SCREENING 

1.7 

I 

1.0 

i 

Client 
Micro 

DRINK] 

R-213 
INITIAL 

5 

501  08-02 

iG  FOUNTAIN 

SCREENING 

2.4 

1 .0 

Client 
Micro 

DRINKI 

R-212 

INITIAL 

6 

50108-03 

1G  FOUNTAIN 
SCREENING 

<  1.0 

1.0 

 ^ — I 

Client 
Micro 

DRINKI 

R-211 

INITIAL 

1 

50108-04 

KG  FOUNTAIN 
SCREENING 

1.1 

1.0 

j 

■  —  .. 

Client 
Micro 

DRINKI 

R-310 

INITIAL 

8 

50108-05 

HG  FOUNTAIN 
SCREENING 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  WH*«vi*naly8T5Th  drinking  water  by  tho  California  Dopartmont  of  Health  Sorvicos,  Environmorrtol 
Laboratory  Accreditation  Program  (F.LAP),  Certificate  #1037.  Samples  aro  analyzod  by  Graphite  Furnaee  Atomic  Absorption  Spectromotry  in 
accordance  With  Method  3113B  (Standard  MothodS  for  tho  Examination  of  Wator  and  Wastewater,  18th  Bdition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  porteine  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT; 
S.F.U.S.D. 
ROOFTOP  MS 

WORK  ORDER  NO.  WT-97 


Micro  Log  In    501  Q8 
Total  Samples  1  3 
Date  Sampled  10/25/97 
Date  Received  10/30/97 
Date  Analyzed  10/30/37 


Client  Sample  ID 


Lead  Concentration 

(ppt») 


Detection 
Limit 

(ppt>) 


Comments 


Client 


Micro  50108-06 

DRINKING  FOUNTAIN 
DOrrtAl.  S.CREEMIMG 


1.1 


1.0 


Client  I 


1  0 


Micro   501 08-07 

DRINKING  FOUNTAIN 
R-311 

INITIAL  SCREENING 


2.2 


1-0 


Client 


Micro   501 08-08 

DRINKING  FOUNTAIN 

!  INITIAL  SCREENING 


2.1 


1.0 


Client 


1  2 


Micro  5Q1QB.Q9 

DRINKWC  FQUWTABJ 
3RD  FLOOPR  C-90 
INITIAL  SCREENING 


22.4 


1,0 


Cliont 


1  3 


Micro  50108-10 

DRINKING  FOUNTAIN 
R-152  PERFORMING  ARTS 
INITIAL  SCREENING 


<  1 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laooraxortes,  inc.  is  accredited  for  leadllnaiysis  in  drinking  water  by  me  California  Department  o(  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CBrtineate  #1037.  Sample*  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wim  Metnod  31 I3B  (Standard  Methods  lot  tne  examination  of  Water  and  Wastewater,  10th  edition,  199£,  American  Public  Health 
Association,  American  Water  Wor+S  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzod.  Unit  explanation;  ppb  -  parts  por  billion. 
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10/30/97     17:22  TX/RX  NO. 0624  P. 003 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  09  07 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  MS  DateSampied  11/20/97 

San  Francisco,  CA    94124  Date  Received  1 1 /2 4/9 7 

Date  Analyzed  11/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
ROOFP 
RE-SAM 

1  A 

50907-01 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

4.3 

1.0 

Client 
Micro 

MULTIP 
ROOFP 
RE-SAM 

1  B 

50907-02 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

3.9 

1.0 

Client 
Micro 

MULTIP 
ROOFP 
RE-SAM 

1  c 

50907-03 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

16.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  ortftWhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROOFTOP  MS 

WORK  ORDER  NO.  WT-S7 


Micro  Log  In  50108 
Total  Samples  1  3 
Date  Sampled  10/25/97 
Date  Received  10/30/97 
Date  Analyzed  10/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  4 

Micro  50108-11 

SINK  FAUCET 

n-1 55  TEACHER  LOUNGE 

INmAL  SCREENING 

4.3 

1.0 

Client 

1  5 

Micro 

50108-12 

5.8 

1.0 

DRINKING  rOUNTAIN 
LOWER  EXT.  YARD 
INmAL  SCREENING 

Client 

i. 

Micro 

50108-13 

2.2 

1.0 

DRINKING  FOUNTAIN 
UPPER  EXT.  YARD 
INITIAL  SCREENING 

Technical  Supervisor 


0/30/97 


Analyst: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forifeod^mlyaisTrT'drirtkirtg  water  by  tho  California  Dopartment  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ar©  analysed  by  GraphHo  Fumaco  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Mothods  for  tho  Examination  of  Water  and  Wastewater,  18IJ1  edition,  1992,  American  Public  Health 
Association,  Amorican  Wator  Woite  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Labor3tonos,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  part*  por  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    482  75 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 
San  Francisco,  CA  94124 


Date  Received  9/8/97 
Date  Analyzed  9/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

48275-01 

1  1 .4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-97,  EAST 
INITIAL  SCREENING 

Client 

2 

Micro 

48275-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-97,  WEST 
INITIAL  SCREENING 

4.6 

Client 

3 

Micro 

48275-03 

21.5 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  EAST 
INITIAL  SCREENING 

Client 

4 

Micro 

48275-04 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-96,  EAST 
INITIAL  SCREENING 

3.7 

Client 

5 

Micro 

48275-05 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-96,  WEST 
INITIAL  SCREENING 

2.9 

Analyst:   £5  

Micro  Analytical  Laboratories,  Inc.  is  accredited  forN^gd^nalysis-ta  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Superviso 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48275 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/8/97 

Date  Analyzed  9/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6 

Micro  48275-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

6.6 

1.0 

Client 

7 

Micro  48275-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

4.3 

1.0 

Client 

8 

Micro  48275-08 
SINK  FAUCET 

120C,  KITCHEN  NORTH  SINK 
INITIAL  SCREENING 

24.8 

1.0 

Client 

9 

Micro  48275-09 
SINK  FAUCET 

120C,  KITCHEN  CENTER  SINK 
INITIAL  SCREENING 

5.5 

1.0 

Client 

1  0 

Micro  48275-10 
SINK  FAUCET 

120C,  KITCHEN  SOUTH  SINK 
INITIAL  SCREENING 

3.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~aoaJy^is  in~d7!nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

063  PROJECT: 

5FUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D. 

551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS 
5an  Francisco,  CA  94124 


Micro  Log  In    4  82  7  5 
Total  Samples  29 
Date  Sampled  9/7/9  7 
Date  Received  9/8/97 
Date  Analyzed  9/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  48275-11 
POT  FILLER 

120  KITCHEN  POT  FILLER,  CENTER 
INITIAL  SCREENING 

38.3 

1.0 

Client 

1  2 

Micro  48275-12 

SINK  FAUCET 

120  KITCHEN  SOUTH  WALL 

INITIAL  SCREENING 

2.8 

1.0 

Client 

1  3 

Micro 

48275-13 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

7.4 

Client 

1  4 

Micro  48275-14 

SINK  FAUCET 

2ND  FLOOR  ROOM  205 

INITIAL  SCREENING 

3.0 

1.0 

Client 

1  5 

Micro 

48275-15 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

4.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le"ad-^nalys)s  in^driofcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.  F.  U.  S.  D. 
ROOSEVELT  MS 


Micro  Log  In     4  8  2  7  5 
Total  Samples  2  9 
Date  Sampled   9/7/9  7 
Date  Received  9/8/97 
Date  Analyzed  9/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro 

48275-16 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-95 
INITIAL  SCREENING 

6.9 

Client 

1  7 

Micro 

48275-17 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  R.212 
INITIAL  SCREENING 

4.6 

Client 

1  8 

Micro 

48275-18 

9.8 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

Client 

1  9 

Micro 

48275-19 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

4.5 

Client 

20 

Micro 

48275-20 

1 1 .4 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-93 
INITIAL  SCREENING 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    48  2  75 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  Francisco,  CA    94124  Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

21 

Micro  48275-21 

DRINKING  FOUNTAIN 

3RD  FLOOR  C-95,  GIRLS  LOCKER  RM. 

INITIAL  SCREENING 

4.7 

1.0 

Client 

22 

Micro  48275-22 

SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

7.5 

1.0 

Client 

23 

Micro  48275-23 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

3.1 

1.0 

Client 

24 

Micro  48275-24 

SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

21.2 

1.0 

Client 

25 

Micro  48275-25 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

4.5 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inUnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48275 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

26 

Micro  48275-26 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

5.4 

1.0 

Client 

27 

Micro  48275-27 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

4.9 

1.0 

Client 

28 

Micro  48275-28 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  SOUTH  WALL 
INITIAL  SCREENING 

4.5 

1.0 

Client 

29 

Micro 

BLANK 

48275-29 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaanatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

063  PROJECT: 

FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS 
an  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

24A 

Micro  50906-01 
SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

1.5 

1.0 

Client 

24B 

Micro  50906-02 

SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

1.2 

1.0 

Client 

24C 

Micro  50906-03 

SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

3.0 

1.0 

Client 

1 1  A 

Micro  50906-04 
SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

1.1 

1.0 

Client 

11B 

Micro  50906-05 

SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

<  1.0 

1.0 

Micro  Log  In    5  09  0  6 
Total  Samples  9 
Date  Sampled  11/20/97 
Date  Received  11/24/97 
Date  Analyzed  11/24/97 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0906 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  11/20/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /2 4/9 7 

Date  Analyzed  1  1/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

11C 

Micro  50906-06 
SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

2.2 

1.0 

Client 

8A 

Micro  50906-07 
SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

1.8 

1.0 

Client 

8B 

Micro  50906-08 
SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

1 .6 

1.0 

Client 

8C 

Micro  50906-09 
SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

5.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inNlrinfting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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luoia 


<£i  Seq, 

Analytical 


680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  FAX  (650)  364-9233 

404  N.  Wigci  Lane  Walnut  Creek,  CA  94596       (510)968-9600         FAX  (510)  988-9673 

519  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


nr?!fim;ii:t::uJl!==;H=:-:r;:  ^!i;iiiiiiiiiiiii!,t,-=-====:=!::! 

| SFUSD 

J!  l55l!Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  941 24 

I  Attention:      Bruce  Giannini 

=  ,'•      M_=  -   I 


Client  Proj.  ID:  Samoan  Affairs  CD 
LabProj.  ID:  9710G12 


Sim|miiKiliHiirtBiii!3i:::::!l!IHI||li;i 


!!!!!!> 


MlllllllllliiiiMi;  ;n;iii:;n=-:!;;-.'.»!iiiwiillilii!iE 


iUillllllllmi:;;;:?":1:^-;- 

Sampled:  10/29/97 
Received:  10/29/97 
Analyzed:  see  below 

Reported: 


LABORATORY  ANALYSIS 


i 


Analyte 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Mo:          971 0G1 2-01 
Sample  Desc  :  LIQUID,  1 

;  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Ub  No:  9710G12-02 
Sample  Desc :  LIQUID,2 

i 

j  Lead 

mg/L 

10/31/97 

0.0050 

0.0096 

Lab  No:           971 0G 12-03 
Sample  Desc :  LIQUID.3 

Lead 

mg/L 

10/31/97 

0.0050 

0.0078 

Lab  No:         971 0G 12-04 
Sample  Desc  :  LIQUID, 4 

|  Lead 

mg/L 

10/31/97 

0.0050 

0-032 

Lab  No.          971 0G1 2-05 
Sampfe  Desc  :  LIQUID, 4-Duplicate 

Lead 

mg/L 

10/31/97 

0.0050 

0.032 

LabNb:          971 0G1 2-06 
Sample  Desc  ;  UQUID,5-Blank 

Lead 

mg/L 

10/31/97 

0.0050 

N.D 

i  lalytes  reported  as  N.D.  were  not  present  above  the  staled  limit  Of  detection. 
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EQUblA  ANALYTICAL  -  ELAP  #1210 


Page: 


•I 


11/03/97  10:14 


TX/RX  NO. 0681 


P. 002 


1 


I 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1 063  PROJECT:  Micro  Log  In    4  783  3 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SF  CHARTER  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  EARLY  CHILDHOOD  Date  Recejved  8/26/g7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

CR-1 

<       1  .0 

1.0 

Micro  47833-01 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  ROOM  3 
FIRST  DRAW 

Client 

CR-2 

<  1.0 

1.0 

Micro  47833-02 

SINK  FAUCET 

SINK  FAUCET  IN  ROOM  4 

FIRST  DRAW 

Client 

CR-3 

1  .9 

1.0 

NOT  ENOUGH 
PRESSURE  FOR 
SAMPLE 

Micro  47833-03 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  IN  ROOM  6 
NOT  ENOUGH  PRESSURE  FOR  SAMPLE 
FIRST  DRAW 

Client 

CR-4 

<      1 .0 

1.0 

Micro  47833-04 

SINK  DRINKING  FOUNTAIN 
SINK  DRINKING  FOUNTAIN 
ROOM  1  -  KINDERGARTEN  ROOM 
FIRST  DRAW 

Client 

CR-5 

<      1  .0 

1.0 

Micro  47833-05 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  ROOM  2 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forMead  analysisJo  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~ffT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Waterworks  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  83  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SF  CHARTER  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  EARLY  CHILDHOOD  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

CR-6 

2.3 

1.0 

Micro  47833-06 
SINK  FAUCET 

SINK  FAUCET  IN  KITCHENETTE  AREA 
ADJ  TO  MICROWAVE 
FIRST  DRAW 

Client 

CR-7 

5.9 

1.0 

Micro  47833-07 
SINK  FAUCET 

SINK  FAUCET  IN  ART  ROOM 
FIRST  DRAW 

Client 

CR-8 

<      1 .0 

1.0 

Micro  47833-08 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  THE 

BUNGALOW  (2ND  GRADE) 

Client 

BLANK 

<      1 .0 

1.0 

Micro 

BLANK 

47833-09 

>r:  --?.^—K'--Kts&- 


Technical  Supervisor:    T  /C-g  — y<^^/^ —  9/6/97  Analyst:   

Farid  Ra|hezanzadetL  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatysisJh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accredilation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  47410 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

551  Newcomb  Avenue,  Rm.  103         SAN  FRANCISCO  COMMUNITY  Date  Sampled  8/15/97 

ian  FranciSCO,  CA    94124  Date  Received  8/1  5/9  7 

Date  Analyzed  8/15/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro  47410-01 

SINK  FAUCET 

FIRST  DRAW  ,  3RD  FLOOR 

5.4 

1.0 

Client 

2 

Micro 

4741 0-02 

8.9 

1.0 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW,  3RD  FLOOR 

Client 

3 

Micro  47410-03 

WATER  FAUCET 
T62 

FIRST  DRAW,  3RD  FLOOR 

<  1.0 

1.0 

Client 

4 

Micro  47410-04 

SINK  OF 
002A 

FIRST  DRAW 

34.0 

1.0 

Client 

5 

Micro 

47410-05 

1 .9 

1.0 

SINK  DRINKING  FOUNTAIN 
00SA 

FIRST  DRAW 

Technical  Supervisor:  <?-~~V        — 1 97   Analyst:   !JL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~ana1ysiV4ajiiiriking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47410 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103         SAN  FRANCISCO  COMMUNITY  Date  Sampled  8/15/9  7 

San  FrancisCO,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/15/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
C90 

FIRST  C 

6 

47410-06 
HG  FOUNTAIN 

RAW,  2ND  FLOOR 

3.9 

1.0 

Client 
Micro 

WATER 
T61 

FIRST  C 

7 

47410-07 
FOUNTAIN 

•RAW,  WOMEN'S  RR 

1 .4 

1.0 

Client 
Micro 

WATER 
T51 

FIRST  r. 

8 

47410-08 
FOUNTAIN 

IRAW,  MEN'S  RR 

1 .5 

1.0 

Client 
Micro 

SINK  Dl 
004A 
FIRST  [ 

9 

47410-09 
LINKING  FOUNTAIN 

IRAW 

1 .8 

1.0 

Client 
Micro 

BLANK 

1  0 

47410-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


1063                                                                         PROJECT:  Micro  Log  In    49  2  49 

3FUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  SAN  FRANCISCO  COMMUNITY  Date  Sampled  9/30/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/9  7 


Date  Analyzed  10/7/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


4A 


Micro  49249-01 

SINK  DRINKING  FOUNTAIN 

0Q2A 

1ST 


1.0 


1.0 


Client 


4B 


Micro  49249-02 

SINK  DRINKING  FOUNTAIN 

0Q2A 

2ND 


1 .0 


1.0 


Client 


4C 


Micro  49249-03 

SINK  DRINKING  FOUNTAIN 

0O2A 

3RD 


1 .0 


1.0 


Client 


4D 


Micro  49249-04 
BLANK 


1 .0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iradana1ysis>kdrinfcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #^037^  Sampie5~are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP.  I  1997  12:23PM 

/TN  Sequoia 
-  ^  Analytical 


NO.  5427    P.  5/26 


6«0  Oicwpwke  Drive  Redwood  Oty,  CA  94053 
tf>4  N.  Wigw  Unc  Walnut  Creek.  CA  94598 

8(9  Striker  Avenue,  Suite  8     Sacramento,  CA  958  34 


(650)  364-9600 
(510)  988-9600 
(916)  92 1-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
PAX  (916)  921-0100 


^USD  "'  Client  Prof  ID: San  Miguel  af™"  ~~ Sampled:  08/25/97  | 

.51  Newcomb  Ave.,  Rm.  103  Received:  08/25/97  1 

in  Francisco,  CA  94124  Lab  Proj.  ID:  9708D01  Analyzed;  see  below  | 

tentlon:     Bruce  Giannlnl 


lalyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


ib  No:  9708D01-01 

imple  Desc  :  UOUID,San  Miguel  1  Duplicate 

Lead  mg/L 

08/28/97 

0.0050 

<\ 

N.D. 

ib  No:  9708D01-02 

ample  Desc :  LIQUlD,San  Miguel  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D, 

ib  No:  9708D01-03 

imple  Desc :  UQUID.San  Miguel  2 

Lead 

mgA 

08/28/97 

00050 

N.D. 

ib  No:  9708D01-04 

| imple  Desc :  LIQUID,San  Miguel  3 


Lead  mg/L  08/28/97  0  0050  N.D. 


!ibNo:  9708D01-05 

'  ample  Desc :  UQUID,San  Miguel  4 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

abNo:  9708D01-06 

imple  Desc :  LlQUlD,San  Miguel  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

lb  No:  97D8D01-Q7 

imple  Desc .  UQUlD.San  Miguel  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

li  ytes  rsportod  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 
iOUOIA  ANALYTICAL  ELAP#1210 


iila  Flynn 
'Ject  Manager  / 


09/02/97     13:23  TX/RX  NO. 9346  P. 005 


SEP   :  1997  l?:21PM  NO.  5427    F.  6/25 

Analytical 


^PnilOia  680  Chesapeake  Drive         Redwood  City,  CA  94061      (650)  364-9600        FAX  (650)  364-9133 

404  N.  Wigrt  Lane  Walnut  Creek,  CA  9459%       (510)988-9600         FAX  (5 10)  988-9673 

8)9  Striker  Avenue,  Suite  8    5acramento.  CA  95834  (916)911-9600  FAX  (916)  921-0100 


iiiSRJSD 
=  15S1  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 


Attention:     Bruce  Gianninl 


aient  Proj.  ID:  San  Miguel  CC 
Lab  Proj.  !D:  9708D01 


Sampled:  08/25/97  g 
Received:  08/25/97  | 
Analyzed:  see  below  i 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D01-08 
Sample  Desc  :  UQUID,San  Miguel  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-09 
Sampie  Desc  :  LIQUID,San  Miguel  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  No:  9708DOMO 
Sample  Desc  :  UQUID,San  Miguel  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:          9708DQ1  -1 1 

Sample  Desc  :  LIQUlD.San  Miguel  10  Blank 

> 

{ 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-12 

Sample  Desc  :  LIQUlD.San  Miguel  1 1 

Lead 


mg/L 


08/28/97 


0.00SO 


0-043 


Analytes  reported  as  N.D.  were  not  present  above  the  Stated  limit  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 006  g 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113D 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SANCHEZ  ES 


Micro  Log  In    47  3  6  5 
Total  Samples  9 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/14/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

<      1 .0 

1.0 

Micro 

BLANK 

47365-01 

Client 

2 

2.8 

1.0 

Micro  47365-02 

DRINKING  FOUNTAIN 

SECOND  FLOOR  HALLWAY  -  NEXT  TO  RM.  20 
FIRST  DRAW 

Client 

3 

1 1 .4 

1.0 

Micro  47365-03 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  12 

FIRST  DRAW 

Client 

4 

10.3 

1.0 

Micro  47365-04 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  6 

FIRST  DRAW 

Client 

5 

23.0 

1.0 

Micro  47365-05 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  24 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ra 


£---"376/97 


Analyst: 


FR 


zarlzadeh, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHeae^aria^sts-in-driTiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7365 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SANCHEZ  ES  Date  Sampled  8/14/97 

San  Francisco,  CA    94124  Date  Received  8/14/97 

Date  Analyzed  8/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47365-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /  EAST  SIDE 
FIRST  DRAW 

4.0 

Client 

7 

Micro 

47365-07 

10.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH /WEST  SIDE 
FIRST  DRAW 

Client 

8 

Micro 

47365-08 

8.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH /WEST  SIDE 
FIRST  DRAW 

Client 

g 

Micro 

47365-09 

DRINKING  FOUNTAIN 

HALLWAY  OUTSIDE  BASKETBALL  COURT 

FIRST  DRAW 

4.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foUe^^ba^isjn^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31133 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SCHOOL  OF  THE  ARTS 


Micro  Log  In    4  87  6  8 
Total  Samples  24 
Date  Sampled  9/17/97 
Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-1 

Micro 

48768-01 

34.0 

1.0 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  WEST  FAUCET 

FIRST  DRAW 

Client 

694-2 

Micro 

48768-02 

29.8 

1.0 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  EAST  FAUCET 

FIRST  DRAW 

Client 

694-3 

Micro  48768-03 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  003 

FIRST  DRAW 

55.1 

2.0 

Client 

694-4 

Micro 

48768-04 

18.9 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T60 

FIRST  DRAW 

Client 

694-5 

Micro 

48768-05 

18.5 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T50 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  analysisirsdrjnfejng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T03?y  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8768 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  DateSampied  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-6 

10.4 

1.0 

Micro  48768-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  J03 

FIRST  DRAW 

Client 

694-7 

5.5 

1.0 

Micro  48768-07 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C93E 

ADJACENT  TO  ROOM  005 

FIRST  DRAW 

Client 

694-8 

5.6 

1.0 

Micro  48768-08 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  005 

FIRST  DRAW 

Client 
Micro 

SINK  D 
SINK  Dl 
FIRST  I 

694-9 

10.7 

1.0 

48768-09 

LINKING  FOUNTAIN 

LINKING  FOUNTAIN  IN  ROOM  006 

)RAW 

Client 

694-10 

4.2 

1.0 

Micro  48768-10 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  026 

FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tortead-aQaly5fS-4o_d>inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  48768 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  Date  Sampled  9/17/97 

ian  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

694-11 

2.4 

1.0 

Micro   48768-1 1 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  025 

FIRST  DRAW 

Client 

694-12 

9.5 

1.0 

Micro  48768-12 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  012 

FIRST  DRAW 

Client 
Micro 

SINK  Dl 
SINK  DF 
RRST  C 

694-13 

4.8 

1.0 

48768-13 

LINKING  FOUNTAIN 

UNKING  FOUNTAIN  IN  ROOM  013 

>RAW 

Client 

694-14 

8.5 

1.0 

Micro  48768-14 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-15 

8.7 

1.0 

Micro  48768-15 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  016 

RRST  DRAW 

Technical  Supervisor: 


9/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  To<Uejad_^alyisi6JnJirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8768 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  DateSampied  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-1  6 

4.0 

1.0 

Micro  48768-16 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  018 

FIRST  DRAW 

Client 

694-17 

8.9 

1.0 

Micro  48768-17 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-18 

6.5 

1.0 

Micro  48768-18 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  020 

FIRST  DRAW 

Client 

694-1  9 

3.0 

1.0 

Micro  48768-19 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  021 

FIRST  DRAW 

Client 

694-20 

5.1 

1.0 

Micro  48768-20 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  022 

FIRST  DRAW 

Technical  Supervisor: 


9/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ledd  analySte  in  oVioljinoJfeater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  rW32— -Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SCHOOL  OF  THE  ARTS 


Micro  Log  In     4  8  7  6  8 
Total  Samples  24 
Date  Sampled  9/17/9  7 
Date  Received  9/23/97 
Date  Analyzed  9/2  3/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

694-21 

4.0 

1.0 

Micro  48768-21 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  023 

FIRST  DRAW 

Client 

694-22 

13.6 

1.0 

Micro  48768-22 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C92W 

WEST  SIDE  OF  CORRIDOR 

FIRST  DRAW 

Client 

694-23 

19.8 

1.0 

Micro  48768-23 

SPIKE#97-W00774-19 
SPIKED 

Client 

694-24 

<  1.0 

1.0 

Micro 

BLANK 

48768-24 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificatevt1037y  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SOTA 


Micro  Log  In    5  0  7  6  4 
Total  Samples  1  6 
Date  Sampled   11/18/9  7 
Date  Received  11/18/97 
Date  Analyzed  1  1/19/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

694-1  A 

18.7 

1.0 

Micro  50764-01 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
1ST  DRAW 

Client 

694-1  B 

1  7.1 

1.0 

Micro  50764-02 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
2ND  DRAW 

Client 

694-1C 

26.6 

1.0 

Micro  50764-03 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
3RD  DRAW 

Client 

694-2A 

7.2 

1 .0 

Micro  50764-04 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
1ST  DRAW 

Client 

694-2B 

5.6 

1.0 

Micro  50764-05 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
2ND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  rocJagp  anatysis-nn  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5  07  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  DateSampied  11/18/97 

San  FranciSCO,  CA    94124  Date  Received  1 1 /1  8/97 

Date  Analyzed  1  1/19/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-2C 

24.1 

1.0 

Micro  50764-06 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
3RD  DRAW 

Client 

694-3A 

122.1 

4.0 

Micro  50764-07 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
1ST  DRAW 

Client 

694-3B 

80.6 

2.9 

Micro  50764-08 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
2ND  DRAW 

Client 

694-3C 

36.1 

1.0 

Micro  50764-09 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
3RD  DRAW 

Client 

694-4A 

10.5 

1.0 

Micro  50764-10 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
1ST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatysisMndrinktag  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples'are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5  0764 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  Date  Sampled  1 1/18/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /1  8/97 

Date  Analyzed  11/19/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-4B 

Micro 

50764-1 1 

1 .0 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
2ND  DRAW 

5 . 9 

Client 

694-4C 

----- 

Micro 

50764-12 

1 1 .7 

1.0 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
3RD  DRAW 

Client 

694-22A 

Micro 

50764-13 

2.1 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
1ST  DRAW 

Client 

694-22B 

Micro 

50764-14 

1 .8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
2ND  DRAW 

Client 

694-22C 

Micro 

50764-15 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
3RD  DRAW 

5.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aTialysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0764 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  DateSampied  1 1/1 8/97 

San  Francisco,  CA  941 24  Date  Recejved  11/18/B7 

Date  Analyzed  11/19/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(PPb) 

(PPb) 

Client 

694-BLANK 

Micro 

50764-16 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTSrialysis  irTlfrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  776  4 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47764-01 

5.8 

1 .0 

SINK  DRINKING  FOUNTAIN 
30Z5A 

Client 

2 

Micro 

47764-02 

12.9 

1.0 

DRINKING  FOUNTAIN 
302SA 

Client 

3 

Micro 

47764-03 

1.0 

SINK  DRINKING  FOUNTAIN 
30258 

6.5 

Client 

4 

Micro 

47764-04 

4.1 

1.0 

DRINKING  FOUNTAIN 
30258 

Client 

5 

Micro 

47764-05 

1.0 

DRINKING  FOUNTAIN 
MAIN  YARD 

2.8 

Technical  Supervisor: 


8/31/97 


Analyst: 


AL 


Farid  RslmelafjzkdelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea£r-ana^sis.injdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 8th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
3024 

6 

47764-06 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

WATER 
3023 

7 

47764-07 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
3023 

8 

47764-08 
VUCET 

<      1 .0 

1.0 

Client 
Micro 

WATER 
3021 

g 

47764-09 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

1  0 

47764-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4  776  4 

;.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

lan  FranciSCO,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Defection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
3021 

1  1 

47764-1 1 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

WATER 
3021 

1  2 

47764-12 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

MULTIP 
BACK  \ 

1  3 

47764-13 

LE  DRINKING  FAUCET 
ARD  AREA 

<      1 .0 

1.0 

Client 
Micro 

DRINK! 
3020 

1  4 

47764-14 
NG  FAUCET 

8.7 

1.0 

Client 
Micro 

SINK  D 
3020 

1  5 

47764-15 
LINKING  FOUNTAIN 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~&natysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  DateSampied  8/19/97 

San  FranciSCO,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47764-16 

WATER  FAUCET 

3023 

2.5 

1.0 

Technical  Supervisor:   ? .M^^-^^-^J^    8/31/97  Analyst:   AL  

Farid  Ra^e^art^der^TM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

;FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
ian  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SERRA  ANNEX  CC 


Micro  Log  In    492  5  0 
Total  Samples  3 
Date  Sampled   9/2  9/9  7 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


2A 


Micro  49250-01 

DRINKING  FOUNTAIN 

3025A 

1ST 


4.8 


1.0 


Client 


2B 


Micro  49250-01 

DRINKING  FOUNTAIN 

302SA 

2ND 


4.7 


1.0 


Client 


2C 


Micro  49250-01 

DRINKING  FOUNTAIN 

3025A 

3RD 


1  1.2 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forteae'  analysis  Tnttrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


I063 

•3FUSD  -  Asbestos  Control  Program 
f 1 551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA  ES 


Micro  Log  In    4776  6 
Total  Samples  22 
Date  Sampled  8/21/9  7 
Date  Received  8/2  5/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
ADULT 

1 

47766-01 

FAUCET 
RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 

2 

47766-02 

LINKING  FOUNTAIN 
06 

2.9 

1.0 

Client 

Micro 
sink  f; 

ROOM  2 

3 

47766-03 

WCET 
96 

3.5 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 

4 

47766-04 

UNKING  FOUNTAIN 
07 

3.2 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 

5 

47766-05 

VUCET 
07 

3.5 

1.0 

Technical  Supervisor    I  M" — Y^~^ ^;  9/7/97  Analyst:   !!5  

Farid  RamezanzatielvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forie^d^analyWjnjdrinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  76  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ROOM  2 

6 

47766-06 

UNKING  FOUNTAIN 
08 

2.9 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 

7 

47766-07 

VUCET 
08 

2.7 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 

8 

47766-08 

LINKING  FOUNTAIN 
09 

2.4 

1.0 

Client 
Micro 

SINK  FJ 

room; 

9 

47766-09 

XUCET 
09 

3.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47766-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

l&F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
SINK  NE 

1  1 

47766-11 

lUCET 
•AR  STOVE 

1 .4 

1.0 

Client 
Micro 

SINK  Ft 
TEACHI 

1  2 

47766-12 
UJCET 

ER  RESTROOM 

2.0 

1.0 

Client 
Micro 

SINK  Ft 
2ND  AD 

1  3 

47766-13 
VUCET 

ULT  RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
TEACH 

1  4 

47766-14 
VUCET 

ERS'  LUNCH  ROOM 

1 .4 

1.0 

Client 
Micro 

SINK  Ft 
BOYS'  1 

1  5 

47766-15 

VUCET 
TOOM 

2.3 

1.0 

Technical  Supervisor:        ' — \&-~ — ^ /<s  9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
GIRLS' 

1  6 

47766-16 

UNKING  FOUNTAIN 
ROOM 

1 .6 

1.0 

Client 
Micro 

DRINKII 
HALL  D 

1  7 

47766-17 

MG  FOUNTAIN 
RINKING  FOUNTAIN 

3.8 

1.0 

Client 
Micro 

SINK  Dl 

room: 

1  8 

47766-18 

RINKING  FOUNTAIN 

■05 

1 .6 

1.0 

Client 
Micro 

SINK  F/ 

room; 

1  9 

47766-19 

VUCET 

i05 

<      1  .0 

1.0 

Client 
Micro 

BLANK 

20 

47766-20 
SAMPLE 

<      1  .0 

1.0 

Technical  Supervisor:  1 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4776  6 

|5.F.U.S.D.  S.F.U.S.D.  Total  Samples  22 

551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  DateSampied  8/21/97 

Jan  FranciSCO,  CA    94124  Date  Received  8/25/9  7 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2  1 

Micro  47766-21 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD  AREA 

<  1.0 

1.0 

Client 

97-W00753-2 

Micro  47766-22 
SPIKED  SAMPLE 

21.2 

1.0 

Technical  Supervisor:  ^f^T~^Z~        9/7/97  Analyst:   ££_ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis Tin  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In    4  776  5 

F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

n  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
CAFE 

1 

47765-01 
UNKING  FOUNTAIN 

<        1  .0 

1.0 

Client 
Micro 

SINK  Ft 
OFFICE 

2 

47765-02 
lUCET 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
GIRLS' 

3 

47765-03 

LINKING  FOUNTAIN 
ROOM 

1.5 

1.0 

Client 
Micro 

WATER 
GIRLS' 

4 

47765-04 

FAUCET 
ROOM 

<     1 .0 

1.0 

Client 
Micro 

SINKD 
BOYS'  1 

5 

47765-05 

RINKING  FOUNTAIN 
lOOM 

2.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47765 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
BOYS'  F 

6 

47765-06 

FAUCET 
IOOM 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
HALLO 

7 

47765-07 

FOUNTAIN 
UTSIDE  OF  RESTROOM 

<  1.0 

1.0 

Client 

Micro 

WATER 
ADULT 

8 

47765-08 

FAUCET 
RESTROOM 

<  1.0 

1.0 

Client 

Micro 

DRINKI 
CLASSI 

9 

47765-09 

NG  FOUNTAIN 
IOOM  #5 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47765-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 
^S.F.U.S.D. 

1551  Newcomb  Ave.  Room  206 
San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47765-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  #5 

2.0 

Client 

1  2 

Micro 

47765-12 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  #4 

Client 

1  3 

Micro 

47765-13 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  #4 

2.9 

Client 

1  4 

Micro 

47765-14 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  #3 

Client 

1  5 

Micro 

47765-15 

1 .8 

1.0 

SINK  DRINK  FOUNTAIN 
CLASSROOM  #3 

PROJECT:  Micro  Log  In    4  776  5 

S.F.U.S.D.  Total  Samples  2  1 

JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  6  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/2  0/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  6 

1 .0 

1.0 

Micro  47765-16 

DRINKING  FOUNTAIN 
CLASSROOM  #2 

Client 

1  7 

3.5 

1.0 

Micro  47765-17 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  #2 

Client 

1  8 

<      1  .0 

1.0 

Micro  47765-18 

DRINKING  FOUNTAIN 
CLASSROOM  #1 

Client 

1  9 

1 .4 

1.0 

Micro  47765-19 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  #1 

Client 

20 

<      1 .0 

1.0 

Micro 
BLANK 

47765-20 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^ajiatystsJrv'drinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 
|i5.F.U.S.D. 

tj  551  Newcomb  Ave.  Room  206 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA  (SA) 


Micro  Log  In    4776  5 
Total  Samples  2  1 
Date  Sampled  8/20/97 
Date  Received  8/26/97 
Date  Analyzed  8/2  6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

97-W007  53-1 

Micro 

47765-21 

SPIKED  SAMPLE 

20.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadWialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

(3FUSD  -  Asbestos  Control  Program 
JI551  Newcomb  Avenue,  Rm.  103 
3an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERIDAN  ES 


Micro  Log  In    4  747  4 
Total  Samples  2  6 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro  47474-01 

SINK  FAUCET 
LOUNGE  100F 
FIRST  DRAW 

<     1 .0 

1.0 

Client 

2 

Micro  47474-02 

SINK  FAUCET 
KrrCHEN  102  B 
FIRST  DRAW 

7.0 

1.0 

Client 

3 

Micro 

47474-03 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  103 
FIRST  DRAW 

3.7 

Client 

4 

Micro 

47474-04 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  104 
FIRST  DRAW 

2.4 

Client 

5 

Micro 

47474-05 

1 .3 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C101 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foY^ead-anatysisJrPdrinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

8.6 

1.0 

Micro  47474-06 

DRINKING  FOUNTAIN 
CORRIDOR  C201 
FIRST  DRAW 

Client 

7 

<     1 .0 

1.0 

Micro  47474-07 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  205 
FIRST  DRAW 

Client 

8 

<      1 .0 

1.0 

Micro  47474-08 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  204 
FIRST  DRAW 

Client 

9 

4.2 

1.0 

Micro  47474-09 

SINK  DRINKING  FOUNTAIN 
LABORATORY  206A 
FIRST  DRAW 

Client 

1  0 

3.9 

1.0 

Micro  47474-10 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  201 
FIRST  DRAW 

Technical  Supervisor:    7        —  '    9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao-anafysiSnn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERIDAN  ES 


Micro  Log  In    4  7  47  4 
Total  Samples  2  6 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47474-1 1 

<      1 .0 

10 

SINK  DRINKING  FOUNTAIN 
LABORATORY  106 A 
FIRST  DRAW 

Client 

1  2 

Micro 

47474-12 

31 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  12 
FIRST  DRAW 

Client 

1  3 

Micro 

47474-13 

45.1 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  11 
FIRST  DRAW 

Client 

1  4 

Micro 

47474-14 

18.8 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  10 
FIRST  DRAW 

Client 

1  5 

Micro 

47474-1 5 

12.7 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  09 
FIRST  DRAW 

Technical  Supervisor:    %i  Z^f2-i^br>>^_~        9/7/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisJn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  r. 

1  6 

47474-16 

UNKING  FOUNTAIN 

1O0M  08 

(RAW 

29.3 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  t 

1  7 

47474-17 

UNKING  FOUNTAIN 

1  COM  07 

(RAW 

1 1.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  t 

1  8 

47474-18 

LINKING  FOUNTAIN 

1  COM  06 

)RAW 

17.4 

1.0 

Client 
Micro 

SINKD 
CLASSI 
FIRST  I 

1  9 

47474-1 9 

LINKING  FOUNTAIN 

1OOM05 

)RAW 

34.3 

1.0 

Client 
Micro 

SINK  D 
CLASS 
FIRST  1 

20 

47474-20 

FUNKING  FOUNTAIN 

3COM  04 

)RAW 

8.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analy'sis  TfTttririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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SEP.  3.  1  997    8:06AM  NO.  5460  P. 


10/  1  f 


a* 


Cp/-||i/~viri  680  Chesapeake  Drive         Redwood  Qty,  CA  94063      (650)  364-9600        FAX  (650)  364-9233 

JCVJUUia  404  N  Wigct  Lane  Walnut  Creek,  CA  94598 


Analytical 


404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  9BB-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


,„.,;i,l.^il;l!,.jiI13an|,p,,||!:,|,||;R||1||,|t,|(mlV|,| 

|  SFUSD 
g  1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 
I 

S  Attention:     Bruce  Glannlnl 

IU«»iiw»iiiciaiaewra^sgE^j~-iiaHi;ss;i 


iimiii!iiiuiiiiuiiai;sMEgg 


Client  Proj.  ID:  Sloat  ES 
Lab  Pro}.  ID:  97DBF10 


iiiiiiiiiiiillllllllliSr! 


i:::^::i<»sinmiiiuiiiiiiiiiiiiiiitliillllllilli;i!iL 


a!ii||||i||iimiiHi[iimttgmmj{sgi! 


Sampled:  08/29/97 

Received:  08/29/97  | 

Analyzed:  see  below  s 

Reported:  09/03/97  | 


Anaiyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F10-15 

Sample  Desc  :  LIQUID,SIoat  ES  2-14 


Lead 


mg/L 


09/02/97 


0.0050 


Lab  No;  9708F10-16 

Sample  Desc  :  LIQUID,Sloat  ES  2-14  Duplicate 


Lead 


mg/L 


09/02/97 


If1-  N.[ 


0.0050 


N.D. 


Lab  No:  9708F10-17 
Sample  Desc :  UQUID.BIank 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


G 


alytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#12io 


eila  Flynn 
Dject  Manager 


Page. 


09/03/97    09:03         TX/RX  NO. 9367         P. 016 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERIDAN  ES 


Micro  Log  In    4  747  4 
Total  Samples  2  6 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2  1 

Micro 

47474-21 

65.5 

2.5 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  03 
FIRST  DRAW 

Client 

22 

Micro 

47474-22 

16.2 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  02 
FIRST  DRAW 

Client 

23 

Micro 

47474-23 

11.1 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  01 
FIRST  DRAW 

Client 

24 

Micro 

47474-24 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND 

FIRST  DRAW 

4.0 

Client 

25 

Micro 

47474-25 

21 .4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND 

FIRST  DRAW 

Technical  Supervisor: 


/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  feao^analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

26 

Micro 

BLANK 

47474-26 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  driflKihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  PoNution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


DEC.  1?.  1  997   9 : 37  AM 


NO.  9838    F.  2/10 


VT^.  r     _         -  680  Chesapeake  Drive  Redw00,J  City.  CA  94063  (650)364.9600  FAX  (650)  364.9233 

f    k\  oCGUOld  404  N  M^.gcl  L»iW  VCalrait  Cr«V,  CA  94598  (510)  9BB-9600  FAX  (510)  988-9673 

I— sS^J  ,                i  819  Striker  Avenue,  Suite  8  Sacramento.  CA  95834  (916)921-9600  FAX  (91 6>  921-0 100 

-    -  Analytical 


-— -•    -  =  " -Ilillll---  ■  ■|,|ll||||l!!!,^====™lllllIII«l!!!!!:.:i::::M:.      lli  ililllH  U   il-Sr£3Sll'i:i|T5SSg5S3BgailllllllSi 

USi       mXm»™  "  *ZM    bos=h?-  -:r_^jjailM!iKSi===;;!|ll!llllll,'-  hukIII! 


I SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

I  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Sheridan  E.S. 
Lab  Proj.  ID:  9712589 


"illUMi;;::;:::- ■:;''IMIilllii;r:^:::--^==a!JLnilIS::=;":--:   "■■gjllllllfiBiiiiRSil  atlillllllllEg 


!^;;i;;;;«^iSHs:iiiill]lli)!3;-n=;ns;;;;;;i;;;i;  inn i  :;;;^^-;:;;;;);iin 

Sampled:  12/10/97  | 
Received:  12/1 0/97 
Analyzed:  see  below  I 

Reported:  12/17/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712589-01 

Sample  Desc :  LIQUID, Sheridan  3-1 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-02 

Sample  Desc  :  LIQUID, Sheridan  3-2 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-03 

Sample  Desc  :  LIQUID, Sheridan  3-3 

Lead 

mg/L 

12/16/97 

0.0050 

0.014 

Lab  No:  9712589-04 

Sample  Desc :  LIQUID,Sheridan  3-4 

Lead 

mg/L 

12/16/97 

0.0050 

0.0061 

Lab  No:  9712589-05 

Sample  Desc :  UQUID.Sheridan  3-5 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No.  9712589-06 

Sample  Desc  :  UQUID.Sheridan  3-6 

Lead 

mg/L 

12/16/97 

o.ooso 

N.D. 

Lab  No:  9712589-07 

Sample  Desc  :  UQUID,Sheridan  3-7 

Lead 

mg/L 

12/16/97 

0.0050 

0.0061 

Analytea  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pafle: 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 002 


fk\  Sequoia 
Analytical 


680  Chesapeake  DiWe  Redwood  City.  CA  94063  (650)  364-960Q 
404  N.  Wiaet  Lane  Walnut  Crttlt,  CA  94598       (5l0)  988-9600 

819  Striker  Avenue,  Suite  B     Sacram*mo,  CA  95S34  (916)  921-9#X> 


fi\X  (650)  364-9233 
FAX  (S 10)  9B8-9673 
FAX  (916)  921-0100 


^llllll'i:.::::::       i-'ii.i'iiiiiiaT..        \  -    ::  U  •<:•--■■-   ^i.llnl  


IHS5U 

il  SFUSD 

13 1551  Newcomb  Ave..  Rm.  103 
1  San  Francisco,  CA  94124  Lab  Pro].  ID:  9712589 


;  Attention: 

II  ".'-■•=—:  -  ■■■■ 

~  HmIFT?:--  -  •: 


Bruce  Giannini 


 ^==~=EiaMUraim!!!r,HF=E:.=:::nn:l,:!;iiliiilll!l  ■  ^^i? 

Client  Proj.  ID:     Sheridan  E.S. 


nrllllUlirai|*H=^5=TVr---'/ll!lllll|l!!".  : 

•• :  ',';uii!'..i,-'.-"°"         :  ,  .,„, iilnlNii:i":"i; 


';i!iiiililli!";:.;::::;;:L:::L;^3M]siaml:!liS^!2E==s; 

Sampled:  12/10/97  ?J 
Received:  12/10/97  g 
Analyzed:  see  below  I 

Reported:  12/17/97  1 

.iiiimii^"- ::::::::::::::;::'::'llllllrilllMi'i^-i^;^: 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9712589-08 

Sample  Desc :  LlQUiD,Sheridan  3-8 

Lead 

mg/L 

12/16/97 

00050 

N.D. 

Lab  No:  9712589-09 

Sample  Desc  :  LIQUID, Sheridan  3-9 

Lead 

mg/L 

12/16/97 

00050 

N.D. 

Lab  No:  9712589-10 

Sample  Desc  :  LIQUID, Sheridan  3-9  dup 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:          971 2589-1 1 

Sample  Desc  LIQUID,Sheridan  3-10 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-12 

Sample  Desc  :  LIQUID,Sheridan  3-11 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-13 

Sample  Desc  :  UQUID.Sheridan  3-12 

Lead 

mg/L 

12/16/97 

Q.O050 

N.D. 

Lab  No:  9712589-14 

Sample  Desc  :  LIQUID,Sheriden  3-13 

Lead 

mg/L 

12/16/97 

0.0050 

0.0O54 

Anaiytes  reported  as  N.D.  were  not  present  above  the  Stftted  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page; 


12/17/97    09:38         TX/RX  NO. 1451  P. 003 


DEC.  1  7.  1  997   9:37AM  NO.  9638     F.  4/10 


C  680  Chesapeake  Drive  Redwood  City.  CA  94063  (6S0)  364-9600  FAX  (650)  364-92  33 

^eQUOld  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598  (510)988-9600  FAX  (510)  98B-9673 

,  t  819  Striker  Avenue  Suite  fl  Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 

Analytical 


mmikiss*:  -«:■  r  mm--  •  'iimiiiiny—? 
sum  EC  mm     -  --—r -••;«•  

f  j  SFUSD 

;,i  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 

|j  Attention:      Bruce  Giannini 

. ::::::  . -^^"ii.illlill  ■. ^^.^'Lhlnrsc-— 


:;-euin-ii;ii'ii,iiiK.:R;~H~:; :::i,iiiiimi:::'!;-    ":..a::ijiia,i  nn::~"~  ~::n"::  .-..i.iiiir!,.  .:  :-^=:i=w.aiu  ••""iMiiiiiu, 


Client  Proj.  ID:  Sheridan  £.S. 
Lab  Proj.  ID:  9712589 


LABORATORY  ANALYSIS 


Sampled:  12/10/97  g 
Received:  12/10/97  | 
Analyzed:  see  below 

Reported:  12/17/97  I 

.UUimPllfe^;;::;;;;:;;:;;;;;:-'  .;:i:ill'i:i:   

=iH^,lllllllllll'll!-  .  ••,'-.!!!lili!ll!!ill 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712599-15 

Sample  Desc  :  LIQUID, Sheridan  3-14 

Lead 

mfj/L 

12/16/97 

0  0050 

N.D, 

Lab  No:  9712589-16 

Sample  Desc  :  LIQUID.Sheridan  3-15 

Lead 

ma/L 

12/16/97 

0.0050 

N.D. 

Lab  No;  9712589-17 

Sample  Desc  :  UQUID, Sheridan  3-16 

Lead 

mg/L 

12/16/97 

0,0050 

N.D. 

Lab  No:  9712589-18 

Sample  Desc  :  UQUID,Sheridan  3-17 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-19 

Sample  Desc :  LIQUID,Sheridan  3-18 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-20 

Sample  Desc  :  LIQUID.Sheridan  3-19 

Lead 

mg/L 

12/16/97 

0.0050 

0.0079 

Lab  No:  9712589-21 

Sample  Desc :  LIQUID.Sheridan  3-20 

Lead 

mg/L 

12/16/97 

0.0050 

0.018/- 

Analytes  reported  as  N.D.  were  not  present  above  tne  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pags: 


12/17/97    09:38  TX/RX  NO. 1451  P. 004 


DEC.  17.  199?  9:38AM 


NO.  9638     P.  5/10 


/J\  Sequoia 
Analytical 


680  Chc*»p*ake  Drtve  Redwood  Dry.  CA  9406 3       (650)  364-9600  FAX  (650)  364-9233 

404  N  Wiget  Lane  Walnut  Crtek,  CA  94598       (510)  988-9600         FAX  (510)  986-9673 

819  Striker  Avenue,  Suite*    Sacramento.  CA  95834         (916)  911-9600         FAX  (9 16)  921-0100 


,:-.;=;:::;s5i-.:..:.:;:;::!:iiiiiiiiiiir 


isuatwmwugi 


-===ram3Hiii' 

SFUSD 

1 1551  NewcombAve.,  Rm.  103 
£  San  Francisco,  CA  94124 


:  •jaKiniiir.i.!!* 


Client  Proj  ID:  Sheridan  E.S. 
LabProj.  ID:  97125B9 


Attention:      Bruce  Glannini 


ii.l'.'IMiiiii 


"  .  ~i»»K;iril.|  B2HSS-  — 


;,:;mllliiiuum 

:::-:  =  -||lllf 


iSsrJUilllliniBir^:" 


WMUgm 


in  iniiiii 


Sampled:  12/10/97  g 
Received:  12/10/97  | 
Analyzed:  see  below  -1 


Reported:  12/17/97 


llllllllllll!!!!!! 
 ..illlhll 


LABORATORY  ANALYSIS 


36 
fit* 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712589-22 

Sample  Desc  :  LIQUID,Sheridan  3-20  dup 

1  pari 

mn/L 
my/  L- 

12/16/97 

0.0050 

0.018 

Lab  No:  9712589-23 

Sample  Desc  :  UQUID,Sheridan  3-21 

Lead 

ma/L 

12/16/97 

0.0050 

0.0063 

Lab  No:  9712589-24 

Sample  Desc .  LlQUID,Sheridan  3-22 

Lead 

mg/L 

12/16/97 

0.0050 

0-0056 

Lab  No:  9712589-25 

Sample  Desc  :  LIQUID.Sheridan  3-23 

Lead 

mg/L 

12/16/97 

0.0050 

0.0070 

Lab  No:  9712589-26 

Sample  Desc  :  LIQUID, Sheridan  3-24 

Lead 

mg/L 

12/16/97 

0.0050 

0.011 

Lab  No:  9712589-27 

Sample  Desc  :  LIQUID.Sheridan  3-25 

Lead 

mg/L 

12/16/97 

0-0050 

0.0072 

Lab  No:  9712589-28 

Sample  Desc  :  LIQUID.Sheridan  3-26 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Analyies  reported  a$  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  FLAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 005 


DEC.  17.  199?  9:38AM 


NO.  9838     F.  6/10 


/T\  Sequoia 
~"  ~  Analytical 


6S0  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Creek.  CA  94598       (510)  9BB-9600         FAX  (510)  988-9673 

819  Striker  Avcm*,  Suite  8    Sacramento,  CA  95934         (916)911-9600         FAX  (916)  921-0100 


Sillilllli'RSHiiiii;:: 

g SFUSD 
\  1551  Newcomb  Ave..  Rm.  103 
!!!  San  Francisco.  CA  94124 


I  Attention; 


Bruce  Gianninl 


iilllllllUIUUU!! 


..iiliillllilUIRSKS- 

Client  Pro}.  ID: 


Miiiaiim  •■- 

:':,)ii;illlimi'.li|i!iE5s; 

Sheridan  E.S. 


I :  -■''■■'"""jii'JIIIiiiliiH, 


lllim;::;:::;:— ~ 


Lab  Proj.  ID:  9712569 


Sampled:  12/10/97  i 
Received:  12/10/97  pi 
Analyzed:  see  below  !;; 

ill 

Reported:  12/17/97  1 


Analyte 


LABORATORY  ANALYSIS 

units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9712589-29 

Sample  Desc  :  UQUID,Sheridan  3-27 

Lead 


mg/L 


12/16/97 


0.0050 


N.D. 


Lab  No:  9712589-30 

Sample  Desc  :  LlQUID,Sheridan  3-27  dup 

Lead 


mg/L 


12/16/97 


0.0050 


N.D. 


Lab  No:  9712589-31 
Sample  Desc :  LIQU)D,Blank 

Lead 


mg/L 


12/16/97 


0.0050 


N.D. 


Anaiytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager , 


Pago 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 006 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47727 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

6.3 

1.0 

Micro  47727-01 
SINK  FAUCET 

1ST  FLOOR  TEACHER  LOUNGE 
FIRST  DRAW 

Client 

#2 

1.1 

1.0 

Micro  47727-02 

SINK  FAUCET 

1ST  FLOOR  KITCHEN  SINK 

FIRST  DRAW 

Client 

#3 

1.8 

1.0 

Micro  47727-03 

DRINKING  FOUNTAIN 

1ST  FLOOR  AUDITORIUM  LOBBY 

FIRST  DRAW 

Client 

#4 

<      1 .0 

1.0 

Micro  47727-04 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  LIBRARY 
FIRST  DRAW 

Client 

#5 

11.2 

1.0 

Micro  47727-05 
SINK  FAUCET 

1ST  FLOOR  LIBRARY  STORAGE 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysis  in  drinking  water  by  the  Calilornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  2  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  DateSampied  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#6 

Micro 

47727-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND  BY  LIBRARY 
FIRST  DRAW 

3.7 

Client 

#7 

Micro 

47727-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  UPPER  PLAYGROUND  LEVEL 
FIRST  DRAW 

3.4 

Client 

#8 

Micro 

47727-08 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND,  SOUTH 
FIRST  DRAW 

3.0 

Client 

#9 

Micro 

47727-09 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

7.5 

Client 

#21 

Micro 

47727-10 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

9.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fofiead-afiatysis-in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3D 


1063 

jSFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
'San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERMAN  ES 


Micro  Log  In    4772  7 
Total  Samples  1  5 
Date  Sampled  8/20/9  7 
Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
3RD  FL( 
FIRST  C 

#23 

47727-1 1 

AG  FOUNTAIN 

X)R  CORRIDOR,  SOUTH 

(RAW 

1.5 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

#24 

47727-12 

LE  DRINKING  FOUNTAIN 
E  S.  W.  PLAYGROUND 
)RAW 

23.5 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
FIRST  r. 

#25 

47727-13 

"JG  FOUNTAIN 

E  S.  W.  PLAYGROUND 

)RAW 

7.5 

1.0 

Client 
Micro 

1STFL< 
BLANK 

#26 

47727-14 
X)R  KITCHEN  SINK 

<      1 .0 

1.0 

Client 
Micro 

SPIKED 

#27 

47727-15 

55.0 

2.0 

Technical  Supervisor:    L :  X--c^-~ — 9/6/97  Analyst:   !!5  

Farid  Ran|ez^nzadm>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  rrr  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    49  2  94 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  9/30/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

24A 

49294-01 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

1 .3 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

24B 

49294-02 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

1 .7 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

24C 

49294-03 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

4.3 

1.0 

Client 
Micro 

BLANK 

BLANK 

49294-04 

<  1.0 

1.0 

Client 
Micro 

SPIKE 

SHERMAN  S 

49294-05 

95.5 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyeisNodrinkihq  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #Y63zJ  Samptes^aM  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  22.  1  997   2:1  5PM 

/T\  Sequoia 
Analytical 


NO.  5121  I 


630  Chesapeake  Drive 

404  N.  Wiget  Lane 

8 19  Striker  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  911-9600 


FAX  (650)  364-9233 
FAX  (510)986-9673 
FAX  (916)  921-0100 


it.iiiniiuanwpinp 

SFUSlf 
1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Giannlnt 


EiisiiSlSllilKlllllllllllllWllllllllllll||l||l||||||ffl*|m|ummn^  _-  -  =  =?=z^,^,:^=== 

 ^^..ssKir-»i.ihmi»^s:!:a»   iiiiiiuuiKiiimm^Brai»awwiiiiiBnmnmiioniiiiiii[iiiiiiiii 

Client  Proj.  ID:     SloatE.S.  Sampled:  08/14/97  1 


Lab  Proj-  ID:  9708755 


Received:  08/14/97 
Analyzed:  see  below  E> 

Reported:  08/21/97  I 


-ji&wiHinimHniiUH 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

08/19/97 

0.0050 

0.37 

Lab  No:  9708755-02 
Sample  Desc :  UQUID,2 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-04 
Sample  Desc  :  LIQUID, 4 

Lead 

mg/L 

08/19/97 

0.0050 

0.0091 

Lab  No:  9708755-05 
Sample  Desc :  LIQUID,5 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708755-06 
Sample  Desc :  UQUID,6 

Lead 

mg/L 

06/19/97 

0.0050 

0.0068 

Lab  No:  9708755-07 
Sample  Desc :  LIQUID,? 

Lead 

mg/L 

08/19/97 

0.0050 

0.018 

nalytea  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


heila  Flynn 
roject  Manager 


t'ago: 


08/22/97     15:16         TX/RX  NO. 9162  P. 002 


AUG.  22.  199"   2 : 1 5PM  NO.  5121     F.  3/2 


on 


£k\  Sequ 

Analytical 


r%\  7\  680  Chesapeake  Drive  Redwood  City,  CA  94063       (  650)  364-9600         FAX  (650)  364-9233 

404  N  VCigsi  Lane  Walnut  Creek.  CA  <M598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  911-9600         FAX  (9 16)  921-0100 


ISFUSD  Client  Proj.  ID:     SloatE.S.  Sampled:  OB/14/97  § 

1 1551  Newcomb  Av&,  Rm.  103  Received:  08/14/97  ^ 

;1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708755  Analyzed:  see  below  | 


ji  Attention:     Bruce  Giannini 


^r^v-ji;iiliiHMMiDi]lli| 


Reported:  08/21/97  «! 

luiiliiiiiiiiiiiiiin  iiiii  ii  nimiranniuii 


LABORATORY  ANALYSIS 


AnaJyie 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-08 
Sample  Desc :  UQUID,6 

Leed 

vnn  /I 

net  /-ta/07 

n  ruiRn 

Lab  No:  9708755-09 
Sample  Desc :  UQUID,9 

Ucfafj 

mry  /I 

mg/i_ 

U.UUDU 

Sample  Desc :  UQUID.10 

Lead 

mg/L 

08/19/97 

0.0050 

0-0063 

Lab  No:          9708755-1 1 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0-0050 

0.032 

Lab  No:  9708755-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

08/19/97 

0.0050 

0.0051 

Lab  No:  9708755-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Pro|ect  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 003 


AUG.  22.  199?  2:15PM 

/T\  Sequoia 
-  -  Analytical 


680  Chesapeake  Drive  Redwood  Gty,  CA  94063 

404  N.  \Pi$et  lane  Walnut  Creek,  CA  94598 

9 19  Striker  Avenge,  Suite  8    Sacramento,  CA  9S834 


NO.  5121     P.  4/20 


(650)  364.9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  9BB-9673 
FAX  (916)9H-OtOO 


SFUSD 

,  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Client  Proj.  ID;  ~  Sloat  E"S- 
Lab  Proj.  ID:  9708755 


ilillUIMaHntSE 


Attention:     Bruce  Glannini 


Analyte 


euawasDrniririRiiiinr: 


=n,liJli!lllllllillllll!lliiillliililJl2i 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


 iiuiiiiiiumiutniiuiunuiiii 

Sampled:  08/14/97  i 
Received:  08/14/97  | 
Analyzed:  see  below  is 

1 

Beaorted:  08/21/97  g 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-15 
Sample  Desc  :  LIQUID,  15 

Lead 

mg/L 

08/21/97 

0.0050 

0.019 

Lab  No:  9708755-16 
Sample  Desc :  UQUID,16 

Lead 

mg/L 

08/19/97 

0.0050 

0.0068 

Lab  No:  9708755-17 
Sample  Desc :  LIQUID,17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-18 
Sample  Desc :  LIQUID,  18 

Lead 

mg/L 

08/19/97 

0.0050 

0.019 

Lab  No:  9708755-19 
Sample  Desc  :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0-0050 

0.013 

Lab  No:  9708755-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0.0050 

0.086 

Lab  No:  9708755-21 
Sample  Desc :  LIQUID,2i 

Lead 

mg/L 

08/19/97 

0.0050 

0.0099 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page. 


08/22/97     15:16         TX/RX  NO. 91 62  P. 004 


"AUG.  22.  1  997   2: 16PM  NO.  5121     F.  5/20 


Coril1/^;  q  660  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

^UUia  404  N.  Wfeei  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (SlO)  98*-9673 

819  Srriker  Avenue,  SuiK  8    Sacramento,  CA  95SS4  (916)  931.9600  FAX  (916)  921-0100 


| SFUSD 


1 1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 


p  Attention:     Bruce  Glannini 

i;iiiii;:=      ^siHUHffliflBip=^:  siitnii  r 


 iii!i!i!!i!i!E^^=^iMiiiffli|Bi»ana=^:---L  I  f  1 1 1 II 11 1J II  |1 1 

^^iil:iiiuiiiiiiiBaTmiis^==^^M)iiiiii)iiiiiiiiiiii::-;;--:::::L-^^^y!li 

Client  Pro].  ID:     Sloat  E.S. 
Lab  Proj.  ID:  9708755 


Sampled:  08/14/97 
Received:  08/14/97  | 
Analyzed:  see  below  n 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

LaO  NO.  9708755-22 

Sample  Desc :  LIQUID, 22 

Lead 

mg/L 

08/19/97 

0.0050 

ooii 

Lab  No:  9708755-23 
Sample  Desc ;  LIQUID,23 

Lead 

mg/L 

08/19/97 

0-0050 

0.017  ' 

Lab  No:  9708755-24 
Sample  Desc :  LIQUID,24 

Lead 

mg/L 

08/19/97 

0-0050 

0.0061 

Lab  No:  9708755-25 
Sample  Desc :  LIQUID,25 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-26 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0  0050 

N.D. 

Lab  No:  9708755-27 
Sample  Desc  LIQUID.27 

C 

Lead 

mg/L 

08/19/97 

0.0050 

0.0062  " 

Anarytes  reported  as  M,D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/22/97    15:16         TX/RX  NO. 9162         P. 005 


"AUG.  22.  1  997" 


6PM 


fk\  Sequoia 
~  Analytical 


5FUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


Analyte 


NO.  5121     P.  6/20 


680  Chesapeake  Drive 

401  N  Wigei  Lane 

BI9  Striker  Avertue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  9459R 
Sacramento,  CA  95834 


(650)  364-9600 
(510)  98B-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX(9l6)  921-0100 


Client  Proj.  ID:  StoaYE'S. 
Lab  Proj.  ID:  9708755 


jjjjiijjfflyijj! 


a~~r::Silllllllllllllllll|ll! 


Sampled:  IE 
Received:  08/14/97  SI 
Analyzed:  see  below  | 

I 

Reported:  QB/21/97 

 ■hiih4b«1bi|».i.i  '  i_fe!jg3ail 

nhimiiiiaui!!      -  — 


.unmiimlH 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-28 
Sample  Desc  :  UQUID,28  (Blank) 

Lead 


mg/L 


08/21/97 


0.0050 


N.D. 


Analyte6  reported  as  N.D.  were  riot  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pag« 


08/22/97     15:16         TX/RX  NO. 9162  P. 006 


AUG.  22.  199?   2 : 16PM  NO.  5121     P.  7/20 

f±\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  Gty,  CA  94063  (6SO)  364-9600  FAX  (650)  364-9233 
404  N.  Wigct  bne  Walnut  Creek.,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

Bl9  Striker  Avenue,  Suite  8    Sacramento.  CA  95834  (316)921.9600  FAX  (916)  921-0100 


Kh-.  c-sssniiiiiiillllniniiis 

1  SFUSD 
S  1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 

in 

i.  Attention:      Bruce  Giannini 


klUllllin ^^!L:n£E=i35i3iimiUlBltBW^lI!lS=^=iSJi.,lll|]|l,llUllll"r  -     -  _,„JllUJIIIirai«!5 

Client  Proj.  ID:  SloatE.S. 
LabProj.  ID:  9708755 


Sampled:  08/14/97 
Received:  08/14/97 
Analyzed:  see  below  !jj 

Reported:  08/21/97  I 

n"  mwmwm 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-29 
Sample  Desc  .  UQUID,9  (Dup) 

V 

Lead 

mg/L 

08/19/97 

0.0050 

N.D- 

Lab  NO:  9708755-30 
Sample  Desc  .  LIQUID,  15  (Dup) 

p 

Lead 

mg/L 

08/21/97 

0.0050 

0,019 

Lab  No:  9708755-31 
Sample  Desc  :  LIQUID,22  (Dup) 

Lead 

mg/L 

08/19/97 

0.OO50 

0.010 

Analytee  reported  as  N.D.  ware  not  present  above  the  stated  limit  erf  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 007 


■ 


! 


SEP.  3.  1  997  8:06AM 

fk\  Sequoia 
~  ~  Analytical 


NO.  5460     P.  14/17 

680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  i64-9600  FAX  (650)  364.9233 

104  N.  Wigei  Lane              Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suites     Sacramento,  CA  95834          (916)  921-9600  FAX  (916)  921-0100 


J]  SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 
i 

ji  Attention:      Bruce  Giannini 


Client  Proj.  ID:  SloatES" 
Lab  Proj.  ID:  9708F10 


lIQliiianirimniTi 


Sampled:  08/29/97  I 

Received:  08/29/97  | 

Analyzed:  see  below  | 

Reported:  09/03/97, 


LABORATORY  ANALYSIS 


Analyte 

Unite 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F10-01 
Sample  Desc  :  LlQUID.SIoat  ES  2-1 

A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:          9708F 10-02 
Sample  Desc  :  LlQUID.SIoat  ES  2-2 

[  S  Lead 

mg/L 

09/02/97 

0.0050 

(L"2-  N.D. 

Lab  No:  9708F10-03 
Sample  Desc :  LlQUID.SIoat  ES  2-3 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

K  1 

Lab  No:  9709F1Q-04 
Sample  Desc  .  UQUID,S!oat  ES  2-4 

Lead 

mg/L 

09/02/97 

0.0050 

Lab  No:  9708F10-05 
Sample  Desc  :  UQUID,Sloat  ES  2-5 

\{  A  Lead 

mg/L 

09/02/97 

0.0050 

0.0094 

ft 

Lab  No:  9708F10-06 
Sample  Desc  :  LlQUID.SIoat  ES  2-6 

U  &  Lead 

mg/L 

09/02/97 

0  0050 

(2  1  N.D. 

Lab  No:  9708F10-07 
Sample  Desc ;  LlQUID.SIoat  ES  2-7 

Lead 


mg/L 


09/02/97 


0.0050 


N.D.    £  ! 


Analytes  reported  as  N.D.  were  not  present  above  the  atated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pago: 


09/03/97  09:03 


TX/RX  NO. 9367 


P. 014 


SEP.  3.  1997   8:06AM  NO.  5460     F.  15/17 

Analytical 


*\Pfl  1 1 A1  3  680  Chesapeake  Orixe  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

JtVjUUlU  404  N.  Wiget  Lane  Walnut  Crtek,  CA  94598       (5i0)  988-9600         FAX  (510)  988-9673 

St9  Striker  Avenue.  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


jPsFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


TZIJ^HBiaHiMSBKK!^!^;1^ 
^^::i;i'llil!lllillllBHIBIIW^ 

Client  Proj.  ID:  SloatES 
LabProj.  ID:  9708F10 


1  Attention:      Bruce  Giannini 


*l5UlllllliillllUll!illllll  liS:1 


Sampled:  08/29/97 
Received:  08/29/97  M 
Analyzed:  see  below  || 

ra 

Reported:  09/03/97  | 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F10-08 
Sample  Desc  :  UQUID.SIoat  ES  2-8 


Lead 


mg/L 


09/02/97 


00050 


{LI  N.D. 


Lab  No:  9708F10-09 
Sample  Desc .  LIQUID,Sloat  ES  2-9 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  970SF10-10 

Sample  Desc  :  UQUID,Sloat  ES  2-9  Duplicate 


Lead 


mg/L 


09/02/97 


0-0050 


N.D. 


Lab  No:  9708F10-11 

Sample  Desc  :  LIQUID, Stoat  ES  2-10 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F10-12 

Sample  Desc  :  LIQUID,Sloat  ES  2-11 


Lead 


mg/L 


09/02/97 


0.0050 


0.0050 


N.D. 


N.D. 


it 


Lab  No:  9708F10-13 

Sample  Desc  :  LIQUlD.Sloat  ES  2-12 


Lead 


mg/L 


09/02/97 


0.0050 


2  N.D. 


Lab  No:  9708F10-14 

Sample  Desc  :  LIQUID.Sloat  ES  2-13 


Lead 


mg/L 


09/02/97 


0  0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manage 


Page. 


09/03/97  09:03 


TX/RX  NO. 9367         P. 015 


SEP.  1  9.  1  997   4:1  4PM  ■  NO.  6172  P 

~   ~  Analytical 


Qpfllinia  680  Chesapeake  Drive  Redwood  City,  CA  9406 3      (650)  364-96O0         FAX  (650)  164-9233 

404  N.  Wiget  Lane  Walnui  Creek,  CA  9459B       (SiO)  988-9600        FAX  <5U»  9S8-9673 

BI9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-01 00 


ilJUltlUllllll 


"liiiiiiiiiiiiiiiiimaimUSci 


'gSFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 
■ 

1  Attention:     Bruce  Giannini 

llliram^^  ^:  :::»:  :-  i   llll|l|l|juj)J=Ej=f — 


Client  Proj.  ID:  Sloat  Elern 
Lab  Proj.  ID:  9709623 


!Bi!IIBinillllli'ni!ll!:|.  I.I       : : 


ifIiB.i!i!S 


!HuraB»aiiisiiDnEfatT:jr : . 


iri'iiiitiiiiiiiiiiiiiiniiiiiiiimiiiiiiiiiiiiuii 


Sampled.  09/16/97  HI 
Received:  09/16/97  1 
Analyzed:  see  below  R| 


asms 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709823-01 
Sample  Desc  :  LlQUID,Sloat  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709823-02 
Sample  Desc :  UQl)ID,Sloat  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709823-03 
Sample  Desc  :  UQUID,Sloat  3-3 

Lead 

mg/L 

09/16/97 

0,0050 

0-0079 

Lab  No:  9709823-04 
Sample  Desc :  LIQUID.Sloat  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  NO:  9709823-05 
Sample  Desc  :  LlQUlD.SIoat  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.0071 

Lab  No:  9709823-06 
Sample  Desc :  UQUID.SIoat  3-6 

Lead 

mg/L 

09/19/97 

O.005O 

0.019 

Lab  No:  9709823-O7 
Sample  Desc  .  LIQUID.Sloat  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analyte6  reported  as  N.D,  were  not  present  above  the  3tated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Kago: 


09/19/97    17:14         TX/RX  NO. 9808         P. 006 


SEP.  1  9.  1  997   4:14PM  NO.  6172  P 

Analytical 


SPfltinia  680Ch«»p«ke  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

JCljUUlQ  404  N.  Wiget  Lane  Walnut  Creek.  CA  9iS98       (5 10)  98 8- 9600         FAX  (510)  968-9o73 

8i9  Striker  Avenue,  Suite  8     Sacramento,  CA  95*34  (916)  921-9600  FAX  {916)  921-0100 


||j  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
£  San  Francisco.  CA  94124 


I  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Sloat  Elem 
Lab  Pro].  ID:  9709823 


Sampled:  09/16/97"  !S 

Received:  09/16/97  | 

Analyzed:  see  below  !j| 

Repotted:  09/19/97 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709823^08 

Sample  Desc  :  UQUID.SIoat  3-7  dup 

Lead 


mg/L 


05/19/97 


0.0050 


N.D. 


Lab  No:  9709823-09 
Sample  Desc :  LIQUID.BIank 


Lsad 


mg/L 


09/19/97 


0.0050 


N.D. 


Analytee  reported  as  M.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 007 


DEC.  5.  1  997   5 :  Q9FM 


NO.  9373  F. 


^f^V  C  -  680  OiesapwU  Drive  Redwoi*i  City,  CA  SHQ6J       (650)  FAX  (650)  164-9133 

[     L\        L^cCJUOla  404  N.  Wigs i  Une  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8    Sacramento.  CA  95834         (916)  911-9600         FAX  (916)  921-0100 


Sampled:  10/23/97  | 


SFUSD 

1551  NewcombAve.,  Rm.  103 
iif  San  Francisco,  CA  94124 

!!!  Attention:     Bruce  Gianninl 


Client  Proj.  ID:  Sloat  E.S. 
Lab  Proj.  ID:  9710E55 


Received:  10/24/97 
Analyzed:  see  below  fij 


Reported:  10/30/97 

iiiniiuLL-   i  H  ihi'i'i'  in  iii  iuiiiii — ™«n<  i  ii  f  i|i||i,|i.riininii8'--'^ —  H»iaiiiiuiEs==^iniia!!^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E55-01 
Sample  Desc :  LIQUID,  1- A 

Lead 

mq/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  9710E55-02 
Sample  Desc  :  LIQUID, l-B 

Lead 

mg/L 

10/28/97 

0.0050 

N.D, 

Lab  No:  9710E55-03 
Sample  Desc :  UQUID.7-A 

Lead 

mg/L 

10/28/97 

00050 

N.D. 

Lab  No:  9710E55-04 
Sample  Desc :  UQUIDJ-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D 

Lab  No:  9710E55-05 
Sample  Desc  :  LIQUID,  11-A 

Lead 

mg/L 

10/28/97 

0.0050 

0.0088 

Lab  No:  9710E55-06 
Sample  Desc :  LIQUID,  11JB 

Lead 

mg/L 

10/26/97 

0.0050 

N.D. 

Lab  No:  9710E55-07 
Sample  Desc :  LIQUID, 1S-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  oi  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page- 


12/05/97    17:09         TX/RX  NO. 1282         P. 005 


DEC.  5.  1997   5: 1 OPM 


NO.  9373     P.  6 


><^NV  CQniiAil  680  O.rt<.pcokc  Drive  Redwood  Gey,  CA  <H065  (050)  364-9600  FAX  (650)  364-97J3 

f    k    \        OCUUUla  404  N  Wiijct  Lane  W.ilnul  Creek,  CA  94598  (510)988-9600  FAX  (510)  988.9673 

%-*S*~      .  1  i  819  Striker  Avenue,  Suite  8  Sacramento,  CA  95854  (916)921-9600  FAX  (916)  951-0100 

Analytical 


ffi SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  941 24 


I  Attention:     Bruce  Giannini 

=  -.  i   niillv  ;':iim'lillirH 


aliilllir: 


i!i:i'-.-;^^==:=0:=-r^..iji|ijiii;;;j: 


Client  Proj,  ID:  Sloat  E.S. 
Lab  Proj.  ID;  9710E55 


5S131lll!B!i!::iS:: 


Sampled:  10/23/97  | 

Received:  10/24/97  jB 

Analyzed:  see  below  ;;; 

Reported:  10/30/97  1 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710E55-08 
Sample  Desc  :  LIQUID, 15-B 

Lead 

mg/L 

10/26/97 

00050 

N.D. 

Lab  No:  9710E55-09 
Sample  Desc .  LIQUID,  18-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  971QE55-10 

Sample  Desc  :  LlQUID,18-A  Duplicate 

Lead 

mg/L 

10/26/97 

00050 

N.D. 

Lab  No:  9710E55-11 
Sample  Desc :  LIQUID,18-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E55-12 
Sample  Desc :  LIQUID.20-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  NO:  9710E55-13 
Sample  Desc :  UQUID.20-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E55-14 
Sample  Desc  LIQUIDT23-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Anafytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page,  2 


12/05/97    17:09         TX/RX  NO. 1282         P. 006 


DEC.  5.  1997  5:10PM 


NO.  9373     P.  7 


Sequoia 


680  Chwwak*  DrNe  Redwood  City,  CA  9406 3  (650)  5(54-9(500  FAX  (650)  364-9233 

404  N,  Wiget  Lane  Walnut  Creek.  CA  94S98  (510)  988-9600  FAX  (510)  988-9673 

,  8 19  Striker  Avenue,  SulteS  Sacramento.  CA  95B34  (916)  921-9600  FAX  (916)  921-0100 

Analytical 


S SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

in 

i  Attention:     Bruce  Giannlni 


Qient  Pro].  ID:  Sioat  E.S. 
LabProj.  ID:  9710E55 


•:::::;:iiini"i!!!' 


iiini!!!!";: 


^rnl'!!!!!f^!: 


:iilllllili'i:;i:-::^r;-i====ii,iiiiiiii, 


Sampled:  10/23/97  ! 

Received:  10/24/97  | 

Analyzed:  see  below  w 

Reported:  10/30/97 


 auin 

UliUJlm 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710E55-15 
Sample  Desc :  LIQUID.23-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E55-16 
Sample  Desc :  LIQUID,  1-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  NO:  9710E55-17 
Sample  Desc :  UQUIDJ-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0055 

Lab  No:  9710E55-18 
Sample  Desc  :  LIQUID,  1 1-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.020 

Lab  No:  9710E55-19 
Sample  Desc  :  LIQUID,  15-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0070 

Lab  No:  9710E55-20 

Sample  Desc ;  LIQUID,  15-C  Duplicate 

Lead 

mg/L 

10/29/97 

0.0050 

0.0077 

Lab  No:  9710E55-21 
Sample  Desc :  LIQUID,  18-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection. 


SEQUOIA  ANALYTICAL  ELAP#121Q 


12/05/97     17:09         TX/RX  NO. 1282  P. 007 


DEC.  5.  1  997   5: 1  0PM  N0-  p' 


Analytical 


680  Chesiprake  Drive  Redwood  Gty,  CA  S>406J        (650)  36* -9600  FAX  (650)  361-9235 

"U013.  4<M  N.  Wigei  Walnut  Creek,  CA  9459B       (510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)921-9600         FAX  (916)  91l-0l00 


I  SFUSD 


!!"-™=!liS,i|ilI 


1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proj.  ID:  Sloat  E.S. 
LabProj.  ID:  9710E55 


...;!!:!:'!:::!iiiiMiiiiiiMi;iii::  ■■■■  Tiv—nsKKJi^uJiliiniiiiii:! 
;;.Miiiilill"!:"'       :::::::  ■   


 •••  li:ii„.. 

«iiiiiiuaias  


Attention:     Bruce  Giannini 

==:.::  ~T=V==3Ci:irillm;:i-^r  r, Ti-~GiS:S1!!l3i;illlillilESE£~2SH^j:!'J!!lll|IIUIIIIII!ll:! 

e;       »j!5:iliai.iii,ii,-    -  e  • :       ••  •  '■  ■  -  = .  «   ,  ..r  r  - 


Sampled:  10/23/97  H 

Received:  10/24/97  ;| 

Analyzed:  see  below  | 

Reported:  10/30/97  I 

::;  Iir  •  :  :  •;•  ^E?=nm"i  tisir---.;---:---   i„i,   ~ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710L55-22 
Sample  Desc :  UQUID.20-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.018 

Lab  No:  9710E55-23 
Sample  Desc  :  UQUID,23-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0051 

Lab  No.  9710E55-24 

Sample  Desc  :  LIQLHD,23-C  Duplicate 

Lead 

mg/L 

10/29/97 

0  0050 

N.D. 

Lab  No:  9710E55-25 
Sample  Desc :  LlQUID,Blank 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  pre&snt  above  trie  mated  limit  of  detection. 


SEQUOIA  ANALYTICAL    ELAP  #1210 


Page: 


12/05/97    17:09         TX/RX  NO. 1282         P. 008 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5216  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  SLOAT  ES  Date  Sampled  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9  8 

Date  Analyzed  1/2  0/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SLOAT 

5A 

Micro  52168-01 

SINK  OF  A 

<  1.0 

1.0 

Client 

SLOAT 

5B 

Micro  52168-02 

SINK  DF  A 

2.7 

1.0 

Client 

SLOAT 

5C 

Micro  52168-03 

SINK  DF  A 

5.5 

1.0 

Client 

SLOAT 

19A 

Micro  52168-04 

SINK  DF  CA 

2.6 

1.0 

Client 

SLOAT 

19B 

Micro  52168-05 

SINK  DF  CA 

3.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\analteis>n^Jrir)king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52168 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  SLOAT  ES  DateSampied  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1/20/98 

Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

SLOAT  19C 

Micro  52168-06 
SINK  DF  CA 

4.4 

1.0 

Client 

SLOAT  BLANK 

Micro 

BLANK 

52168-07 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foneadSanalysiSih  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-*}  037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    47  5  2  6 
Total  Samples  23 
Date  Sampled   8/19/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SPRING  VALLEY  1 

Micro 

47526-01 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

9.7 

Client 

SPRING  VALLEY  2 

Micro 

47526-02 

36.5 

1.0 

SINK  DRINKING  FOUNTAIN 
01 8A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  3 

Micro 

47526-03 

1 1 .6 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  4 

Micro 

47526-04 

20.3 

1.0 

SINK  DRINKING  FOUNTAIN 
019/ FIRST  DRAW 

Client 

SPRING  VALLEY  5 

Micro 

47526-05 

60.9 

2.2 

SINK  DRINKING  FOUNTAIN 
020 /FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


I 


Micro  Analytical  Laboratories,  Inc.  is  accredited  torteati  analysts'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4752  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  SPRING  VALLEY  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  6 

3.8 

1.0 

Micro  47526-06 

SINK  DRINKING  FOUNTAIN 
011A/ FIRST  DRAW 

Client 

SPRING  VALLEY  7 

14.5 

1.0 

Micro  47526-07 

SINK  DRINKING  FOUNTAIN 
013A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  8 

7.3 

1.0 

Micro  47526-08 

SINK  DRINKING  FOUNTAIN 
014A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  9 

39.0 

1.0 

Micro  47526-09 
WATER-COOLED  DRINKING  FOUNTAIN 
C90/ FIRST  DRAW 

Client 

SPRING  VALLEY  10 

4.5 

1.0 

Micro  47526-10 

SINK  DRINKING  FOUNTAIN 
021 A  /  FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fcnUead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    47  5  2  6 
Total  Samples  23 
Date  Sampled  8/19/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/25/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

SPRING  VALLEY  11 

Micro 

47526-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
023 A  /  FIRST  DRAW 

3.7 

Client 

SPRING  VALLEY  12 

Micro 

47526-12 

58.1 

2.2 

SINK  DRINKING  FOUNTAIN 
024A  /  HRST  DRAW 

Client 

SPRING  VALLEY  13 

Micro 

47526-13 

1.0 

DRINKING  FOUNTAIN 
C90  /  FIRST  DRAW 

4.7 

Client 

SPRING  VALLEY  14 

Micro 

47526-14 

1.0 

SINK  DRINKING  FOUNTAIN 
005 A  /  FIRST  DRAW 

2.9 

Client 

SPRING  VALLEY  15 

Micro 

47526-1 5 

65.0 

2.5 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Technical  Supervisor 


9/5/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analystsjn_diinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  75  2  6 
Total  Samples  2  3 
Date  Sampled   8/19/9  7 
Date  Received  8/19/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SPRING  VALLEY  16 

Micro 

47526-16 

O  W  ■  w 

1  0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  17 

Micro 

47526-17 

1.0 

SINK  DRINKING  FOUNTAIN 
006A  /  FIRST  DRAW 

2.6 

Client 

SPRING  VALLEY  18 

Micro 

47526-18 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
001A/ FIRST  DRAW 

Client 

SPRING  VALLEY  19 

Micro 

47526-19 

1.0 

SINK  DRINKING  FOUNTAIN 
004  /  FIRST  DRAW 

7.5 

Client 

SPRING  VALLEY  20 

Micro 

47526-20 

SINK  DRINKING  FOUNTAIN 
003  /  FIRST  DRAW 

13.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^artalysisln  drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
Ml  551  Newcomb  Avenue,  Rm.  103 
Ban  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  23 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  21 

6.1 

1.0 

Micro  47526-21 

SINK  FAUCET 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  22 

27.8 

1.0 

Micro  47526-22 

WATER-COOLED  DRINKING  FOUNTAIN 
C93/ FIRST  DRAW 

Client 

SPRING  VALLEY  23 

<  1.0 

1.0 

Micro 

BLANK 

47526-23 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


! 


i 


X"  T^V         ^Spniini^  680  ChsHpwJw  Drive         Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  364-9233 

g_  m_  I        OVrVJUUlO  404  N.  WiB«  Unc  Walnut  Cre«k.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


Bi?Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


Vf'!!l!llllllljS^:?=:""----;::::i»Hr;!!!-^ 

IliSFUSD                                    Client  Proj.  ID:    Spring  Valley  ES  Sampled:  10/03/97  | 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  gj 

ii  San  Francisco.  CA  94124                Lab  Proj.  ID;  9710485  Analyzed:  see  below  = 

I  1 

iii  Attention:     Bruce  Giannlni  Reported:  10/14/97  H 

LABORATORY  ANALYSIS 

Analyte                                             Units              Date  Detection  Sample 

Analyzed  Limit  Results 


=====i™||iWEs;H=::-=:::;:LJ':i:iiiiiii:ir :        :    .  ..  ;  ;=?~?=:=!PiMUaEU:=h::-_^.=^i;illllll(n;;;-:  •:;;;=       i  :         ,  i  v-        ^Bfflgrrrrzpiiuw''""^^,-":,,,:!  ^=~=^ipj=~ns 


Lab  No:  9710485-01 
Sample  Desc  :  LIQUID,SV  2-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0070 

Lab  No:  9710485-02 
Sample  Desc :  LIQUID,SV  2-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-03 
Sample  Desc :  LIQUID,SV  2-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.043 

Lab  No:  9710485-04 
Sample  Desc  :  L?QUID,SV  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-05 
Sample  Desc  :  LIQUfD,SV  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-06 
Sample  Desc  :  LJQUID,SV  4-G 

Lead 

mg/L 

10/11/97 

0.0050 

0-0070 

0.0050  N.D. 


Page:  l 


Lab  No:  9710485-07 
Sample  Desc  :  LIQUID.SV  5-A 

Lead 


mg/L 


10/11/97 


nafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

►EQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
rroject  Manager 


10/14/97     11:58         TX/RXN0.0298  P. 055 


r.  r  ti  \ 
Olil.  1 


[997 


ibriSa 


Sequoia 
Analytical 


680  Ch«*i.peake  Drive  Redwood  Clry,  CA  9-»063 

404  N.  Wigct  Lane  Walnut  Creek,  CA  9459B 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


NO.  7167     F.  56/76" 


(650)  $64-9600 
(510)  98B-960O 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


|  SFUSD                                    Client  Proj.  ID:     Spring  Valley  ES  Sampled;  10/03/97  * 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  1 

San  Francisco.  CA  94124                Lab  Proj  ID:  9710485  Analyzed:  see  below  1 

iu  | 

pi  Attention:      Bruce  Giannini  Reported:  10/14/97  jjj 

yzimub-    .i-iniiMu^i^uiiiilsarcrasi'i  ••   niri=~;=-'s!r;in,ii;si;:r.Ji'iM>:iL:-i;;==:i;':illli.,;:ij:^:^E:ii|llii,,       :  uiilii.i,;, :  """ilii,,,;-  :!'!^liiiii;,i;::::i.::^illk;HHES5Ullluii^^"l|li!i~--^i;HH!i; ...  milL.;--::  ••siifcE. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-08 
Sample  Desc  :  UQUID,SV  5-B 

1  pari 

mg/L 

i  n  /1 1  /Q7 

V-WVIQU 

n  n 

Lab  No:  9710485-09 
Sample  Desc  :  LIQUID,SV  5-C 

Lead 

rnn  /i 

in/1 1 /QT 

Q  Old 

Lab  No:  9710485-10 

Sample  Desc  :  LIQUID.SV  5-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-11 
Sample  Desc :  LIQUID.SV  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-12 
Sample  Desc  :  UQUID.SV  7-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-13 
Sample  Desc  :  LIQUID.SV  7-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No;  9710485-14 
Sample  Desc  :  UQUID.SV  9-A 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  F-lynn 
Project  Manager 


10/14/97    11:58         TX/RX  NO. 0298         P. 056 


APT 

uva. 


14.  199? 


8FM 


/J^  Sequ 


oia 
Analytical 


680  Ch«ap<t»ke  Drive  Redwood  Gty,  CA  94063 
404  N.  Lane  Walout  Creek,  CA  9459B 

8 19  Striker  Avenue,  Suite  8    Sacramento,  CA  9583* 


NO.  7 1 67  F. 


r  n  /r.n 

Of/  i  0 


(650)  364-9600 
(510)  98B-96O0 
(916)  921-9600 


FAX  (650)  564-9233 
FAX  (510)  988-9673 
FAX  (9t6)  921-0100 


ISFUSD  Client  Proj.  ID:     Spring  Valley  ES  Sampled:  10/03/97  |y 

iM551  Newcomb  Ave..  Rm.  103  Received:  10/09/97  !!! 

3!  San  Francisco,  CA  94124  Lab  Pro].  ID:  97104B5  Analyzed:  see  below  i 

I  ill 

ji  Attention:     Bruce  Gianninl  Reported:  10/14/97  if 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lah  No-  97104BS-1^ 

Sample  Desc .  LIQUID.SV  9-B 

t  aaW 
L^Hu 

mg/i_ 

U'VVQU 

Lab  No;  9710495-16 
Sample  Desc  :  LIQUID,SV  9-C 

Lead 

mfl/L 

10/11/97 

0.0050 

0.014 

Lab  No:  9710485-17 
Sample  Desc :  LtQUID.SV  12-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-18 
Sample  Desc  :  LIQUID.SV  1Z-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-19 
Sample  Desc :  LIQUID,SV  12-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-20 

Sample  Desc  :  LIQUID,SV  12-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

0.0050  0.012 


i 

j 


Pago.  3 


Lab  No;  9710485-21 
Sample  Desc  :  UQUIDrSV  15-A 

Lead  mg/L  10/11/97 


\nalytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 


10/14/97     11:58         TX/RXN0.0298         P. 057  ■ 


^"T^X         SpnilOia  680  Chesapeake  Dr,vc  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

f     |  J        JC4  404  N.  Wlget  Lane  Walnut  Geek,  CA  9459B       (510)  988-9600  FAX  (510)  98B.&673 

^J^^Qy^lC^  8l9  5rnker  Avenue,  Suile  8     Sacramento.  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


il   |mllin-::^:-^iiilllfl==^;cm"!===:-:.iiiii::!.:  ^ 

OiSFUSD                                    Client  Proj.  ID:     Spring  Valley  ES  Sampled:  10/03/97  i 

§1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  % 

|  San  Francisco,  CA  94124                Lab  Proj.  ID:  9710495  Analyzed:  see  below  I 

=  ;;j 

*  i]i 

"Attention:      Bruce  Giannini  Reported:  1Q/1 4/97 

^Vjiini:::  — -"iniir  TW — ,m — pBr~  mm;  ■■■imin  -pii  mm  mtt  I    iiiiiir-sE^Km^^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-22 
Sample  Desc  :  LIQUID.SV  15-B 

Lead 

'■■3/  «- 

10/11/97 

0.0050 

0  0090 

Lab  No:  9710485-23 
Sample  Desc  :  UQUID,SV  15-C 

Lead 

ma/L 

10/11/97 

0.0050 

0-026 

Lab  No:  9710485-24 
Sample  Desc  :  LIQUID.SV  15-D 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  97104B5-25 
Sample  Desc  :  LIQUID.SV  16-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.011 

Lab  No:  9710485-26 
Sample  Desc  :  LIQUID.SV  16-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-27 
Sample  Desc  :  LIQUID.SV  1&-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.077 

Lab  No:  9710485-28 
Sample  Desc  ;  LIQUID.SV  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytes  raported  as  N.D.  were  not  present  above  the  slated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  4 


10/14/97    11 :58         TX/RX  NO. 0298 


/TN  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  Gry,  CA  9406$ 

404  N.  Wiget  L»ne  Walnut  Creek,  CA  94598 

8 1 9  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


(6S0)  364-9600  FAX  (650)  3 64-92 J 3 

(5l0)  988-9600  FAX  (5l0)  988-9673 
(916)  921-9600  FAX  (916)  921-OtOO 


'  r  ■■'■nnilr::.. ■:  =  ■■:--.  "ilinilh:'  .,:inilli:^^-~j^ru:i,'l[-'^;-=:=  •hiiiii  i,^;L:i-:!!|iiinii;r:r:-r::-    _  _ 

|  SFUSD  Client  Proj.  ID:    Spring  Valley  ES 

|  1551  Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco,  CA  94124 


Lab  Proj.  ID:  9710485 


Sampled:  10/03/97  !!! 
Received:  10/09/97  f 
Analyzed:  see  below  1 


iii  Attention;      Bruce  Gianninl   

'!!:;  .-:_=zinmniiu;LH:==:c  ^imn  «sss~ss,b.si.»e:.x  ~  •mma.'-u     »mmr-~-~~mmtim2w  t  wmmsss^-mrn^-Bk-wmtisih  x&  ■■•■niiiii;;;!=;5n^gaiiiiiiii£=sss^uMiiiii===gs, ,   


Reported:  10/14/97  ill 

ssgsjaMiiEE  iii[itlii:ir^"^;!j||lift== 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-29 
Sample  Desc  :  LIQUID,SV  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710405-30 
Sample  Desc  :  UQUID,SV  20-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

UbNo:  9710485-31 

Sample  Desc  :  UQU!D,SV  20-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-32 
Sample  Desc  :  LlQUID,SV  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


i  Sheila  Flynn  , 
'•  'roject  Manager  / 


Pago' 


10/14/97  11:58 


TX/RX  NO. 0298 


P. 059 


I 


I 

I 


rcD-uo-ao  inu  u  i  ;ou  Hn 


fHA  NU. 


P.  lb/i£ 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    5  2  5  3  8 
Total  Samples  3 
Date  Sampled  1/31/98 
Dale  Received  2/2/9  8 
Date  Analyzed  2/2/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  3A 

7.5 

1.0 

Micro  52538-01 

DRMMNG  FOUNTAIN 
2  HALL  -  RESAMPLE 

Client 

SPRING  VALLEY  3D 

2.7 

1.0 

Micro  52538-02 

DRINKING  FOUNTAIN 
2  HALL « RESAMPLE 

Client 

SPRING  VALLEY  3C 

7.9 

1.0 

Micro  52538-03 

DRINKING  FOUNTAIN 
2  HALL  •  RESAMPLE 

Technical  Supervisor: .  iL  2/d/98  Analyst:  5S. 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  iBadarSTysIs  IrTBrinWng  water  by  tho  California  Department  of  Health  Services  Environmental 
Laboratory  Accredllalion  Program  (ELAP),  Certilicale  #1037.  Samples  are  analyzed  by  Graphite  Fumaoe  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31139  (Standard  Methods  for  the  Examination  of  Walar  and  Wastewater.  1Bth  edition,  1992  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federalism) .  This  report  must  not  be  reproduced  except  In  full  wtlh  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samplos  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


ST. 


PROJECT: 
S.F.U.S.D. 
ELIZABETH  PREG. 


Micro  Log  In    47  8  5  0 
Total  Samples  2 
Date  Sampled  8/26/97 
Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
FACILn 
FIRST  C 

1 

47850-01 

UJCET 
y  ROOM 
(RAW 

1 .9 

1.0 

Client 
Micro 

BLANK 

2 

47850-02 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^analwisln-dRhking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1057.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 
I 


I 


I 

I 

I 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/24/97 

Date  Analyzed  8/24/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#3 

2.2 

1.0 

Micro  47726-01 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

#7 

<      1 .0 

1.0 

Micro  47726-02 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

#8 

1 .6 

1.0 

Micro  47726-03 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

#9 

3.9 

1.0 

Micro  47726-04 

DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

Client 

#1  1 

8.0 

1.0 

Micro  47726-05 

DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea~d-arralysissajifinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STEVENSON  ES 


Micro  Log  In    4  7  72  6 
Total  Samples  1  8 
Date  Sampled   8/20/9  7 
Date  Received  8/24/9  7 
Date  Analyzed  8/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#14 

2.0 

1.0 

Micro  47726-06 

DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 

Client 

#16 

2.4 

1.0 

Micro  47726-07 

DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

Client 

#19 

1 .2 

1.0 

Micro  47726-08 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

#20 

1.6 

1.0 

Micro  47726-09 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

#22 

2.5 

1.0 

Micro  47726-10 

DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

Technical  Supervisor: 


9/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^nalviTs  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  7  2  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/97 

San  FranciSCO,  CA    94124  Date  Received  8/24/97 

Date  Analyzed  8/24/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#23 

Micro  47726-11 

SINK  FAUCET 
KITCHEN  (NE) 
FIRST  DRAW 

3.5 

1.0 

Client 

#24 

Micro  47726-12 

SINK  FAUCET 
KITCHEN  (SE) 
FIRST  DRAW 

<  1.0 

1.0 

Client 

#25 

Micro  47726-13 

SINK  FAUCET 
KITCHEN  (NW) 
FIRST  DRAW 

28.5 

1.0 

Client 

#26 

Micro  47726-14 

SINK  FAUCET 
KITCHEN  (SW) 
FIRST  DRAW 

<  1.0 

1.0 

Client 

#27 

Micro  47726-15 

DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

1.5 

1.0 

Technical  Supervisor: 


Farid  Rai 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for 


Analyst: 


FR 


zad^lvlvLS. 

ad^^lysis^Tn-wlnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4772  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/24/97 

Date  Analyzed  8/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
OUTSID 
FIRST  C 

#33 

47726-16 

MG  FOUNTAIN 
E  COURTYARD 
(RAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
BLANK 

#34 

47726-17 

MG  FOUNTAIN 
E  COURTYARD 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

#35 

47726-18 

49.9 

1.0 

Technical  Supervisor: . 

-V  -jCc.  9'6/sl  Analyst:   ™ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  DateSampied  10/2/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

25A 

49295-01 

VUCET 
N  N.W 
)RAW 

1.8 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

25B 

49295-02 

VUCET 
N  N.W 
)RAW 

2.1 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  t 

25C 

49295-03 

VUCET 
N  N.W 
)RAW 

2.9 

1.0 

Client 
Micro 

BLANK 

BLANK 

49295-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^enatysjsin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #11)37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  fSTthe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


AUG.  29.  1997  4:46PM 


£JN  Sequoia 
-  ~  Analytical 


680  Chesapeake  Drive  Redvrood  City,  CA  94063 
AM  N.  Wiget  Lane  Walnut  Creek.  CA  94598 

8 1 9  Striker  Avenue,  Suite  9    Sacramento,  CA  95834 


NO.  5' 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


31    P.  11/39 

FAX  (650)  J64-9233 
FAX  (510)  988-9673 
FAX  (916)  92I-01D0 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Pro]".  ID:  Stockton 
Lab  Proj.  ID:  9708D04 


Attention:     Bruce  Giannini 

-^ss5^usa^-diiiiiihiiiiimHiiiiiiHiiiiiiiiiiiiimmMiu»ii»iwiiiiiiiinii  imiiiiiiiiiiiiuiiiiMimMMUBHminniiuimiimiiiiiimiiiiimiiiimiiiiH^  minimi 


Sampled:  08/23/97  1 
Received:  08/25/97  | 
Analyzed:  see  below  | 

Reported:  08/28/97  1 

illluaaflHitediMSBisa^iramzaxi.  


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

l  Lab  No  Q70AD04-O1 
Sample  Desc  :  LlQUID.Stockton  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

I  Lab  No:  9708D04-02 
Sample  Desc :  UQuiD,Stockton  1  Duplicate 

N.D.  ^ 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D04-03 
I  Sample  Desc  :  LlQUID.Stockton  2 

Lead 

mg/L 

06/28/97 

0.0050 

0.0077 

Lab  No:  9708D04-04 
'  Sample  Desc :  LIQUID,Stockton  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

f  Lab  No:  97Q8DQ4,Q5 

Sample  Desc  .  UQUID,Stockton  Blank 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

lalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
EQUOIA  ANALYTICAL  ■  ELAP#1210 


j  leila  Flynn 
oject  Manager. 


Pago 


08/29/97     17:44         TX/RX  NO. 9320  P. 011 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4  7  7  8  5 
Total  Samples  1  3 
Date  Sampled  8/23/9  7 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
0088 
FIRST  C 

SUNNYSIDE  #1 

47785-01 
UJCET 

)RAW 

14.7 

1.0 

Client 

Micro 

SINK  Ft 
0048 
FIRST  [ 

SUNNYSIDE  #2 

47785-02 
UJCET 

)RAW 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
0038 
FIRST  C 

SUNNYSIDE  #3 

47785-03 
UJCET 

>RAW 

4.8 

1.0 

Client 
Micro 

SINK  Ft 
021 B 
FIRST  I 

SUNNYSIDE  #4 

47785-04 
UJCET 

>RAW 

16.1 

1.0 

Client 
Micro 

SINK  Ft 
01 88 
FIRST  [ 

SUNNYSIDE  #5 

47785-05 
UJCET 

>RAW 

4.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


^adelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^e&d~analysis7fT9rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7785 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  „  ,  D    .    ,  n  lntT  ln~, 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SUNNYSIDE  #6 

Micro  47785-06 

SINK  FAUCET 
0I6B 

FIRST  DRAW 

9.8 

1.0 

Client 

SUNNYSIDE  #7 

Micro  47785-07 

SINK  FAUCET 
015A 

FIRST  DRAW 

14.6 

1.0 

Client 

SUNNYSIDE  #8 

Micro  47785-08 

SINK  FAUCET 
0148 

FIRST  DRAW 

1 .7 

1.0 

Client 

SUNNYSIDE  #9 

Micro  47785-09 

SINK  FAUCET 
0138 

FIRST  DRAW 

1.1 

1.0 

Client 

SUNNYSIDE  #10 

Micro  47785-10 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

1.4 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^andlysTrirf'  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNNYSIDE  ES 


Micro  Log  In    4778  5 
Total  Samples  1  3 
Date  Sampled  8/23/97 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SUNNYSIDE  #11 

Micro 

47785-1 1 

11.9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #12 

Micro 

47785-12 

5.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #13 

Micro 

BLANK 

47785-13 

<      1 .0 

1.0 

Technical  Supervisor:      _  — y^^~^^UC-~^^B / 29 / si  Analyst:  

Farid  Rar^ezarraad^^kS^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea?  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


CprjllOi?  6B0  Ch<sspe»lte  Drive         Redwood  Oty,  CA  94063      (650)364-9600         FAX  (650)  364.9133 

404  N.  Wiget  Lane  WMmtt  Creek,  CA  94598       (510)988-9600  FAX  (510)  988-9673 

Anslyticsl     8,9  ^kcr Avcnue'  ^uuc  fl  sac»""=nw.  ca95b^       921-9600    fax  (916)921.0100 


sfflfflHIIIIIIII!!!!!!!!!!!!!!!!! 


SK!?SIWi1I)ll!imB!BEES! 


SS3S?raij|||||i[ii;i;; 


1  SFUSD 

|j|  1551  Newcomb  Ave.,  Rm.  103 
iji  San  Francisco,  CA  94124 

il!  Attention^     Bruce  Giannjni 


.^^atflHIiffiiiiiiiiiii!^ '  :  .i.","t.;,siniHiW!,ai.fe!!' Sfe;'1  r ?=;  s=  = "     ;"  - ii^KHimi!l'l"""-'=— _ ...mililllllllllKl 

Client  Proj.  ID:     Sunnyslde  ES  Sampled:  10/07/97  1 


Lab  Pro].  ID;  9710492 

mmmsBSBSBBm 


Received:  10/09/97  1 
Analyzed:  see  below  II! 

Reported:  10/14/97 

iiiiiiliili^^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710492-01 

Sample  Desc  :  LIQUID,Sunnyside  1-A 

Lead 

mn  /I 

niy/L 

i  \j/ 1 1  /  a/ 

n  nrvin 

Lab  No:  9710492-02 

Sample  Desc  :  LIQUID,Sunnyslde  1-B 

I  pari 

mn  /I 

10/11  /Q7 

U.UUOU 

n  n 

1    .  L>- 

Lab  No*  Q7104Q2-0^ 

Sample  Desc :  LIQUID,Sunny3ide  1-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710492-04 

Sample  Desc :  LIQUID.Sunnyside  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

UbNo:  9710492-05 

Sample  Desc  :  LIQUID,Sunnyside  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-06 

Sample  Desc :  LIQUID,Stinny$ide  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0080 

Lab  No:  9710492-07 

Sample  Desc  :  LIQUID,Sunnyskle  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  riot  present  above  the  elated  limit  of  detection, 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sa 


Sheila  Flynn 
Project  Managen 


Page 


10/14/97     11:58         TX/RXN0.0298  P. 039 


CCT.  14.  1997  12 : 13PM  NO.  7167     P.  4Q/76 

Sequoia 
Analytical 


f   A SpdUOia  680  ch«aPMke  Drtvc         Redwood  City,  CA  9*063      (650)  364.9600         FAX  (650)  364-9333 

{_    W-fJ                1  404     Wigct  Line  Walnut  Creek,  CA  94598       (510)  9B 8-9600         FAX  (510)  988-9673 

<^         A  1  —  .  •  1  619  Striker  Avenue,  Suite  8     Sacramento,  CA  95634  (916)  92I-960Q  FAX  (916)  921-0100 


  '  mllT'iil  ' 


iifMiiiiiiiniiiiiiiiiuiuiiiiiiiiiiiiiiuLhiuiuiiiiiiuiiiiiii;:,. 

I SFUSD 
i  1551  NewcombAve.,  Rm.  103 
:;;  San  Francisco,  CA  94124 


smanraiiinffliM'.Mii-' 


  i  ■  •  •  ••V!:vn.iiiiiiiiiiin'ilni<i?r 

Client  Proj.  ID:  Sunnyside  ES 
LabProj.  ID:  9710492 


Attention:      Bruce  Giannini 

..    .   :::  i1.  ■■  ■■  ^rM"i!;Ki|i;nraRiMNluiiii!lliNi!ill::^:::::i;L:;:::;;::i:-:::";-:;-;. :=:=;=:==i;i=ES=5!a»|3igmii|iiiiiiiiiiiillii:ll'i::'-- 


•  —  ..  ..  ■  7t itrtiiimm 
 M^mMNIIIhlfilllMdnttiii 

Sampled:  10/07/97  i 

Received:  10/09/97  | 

Analyzed:  see  below  | 

Reported:  10/14/97  H 

  - :  .::v3a3!8BISPi5imiBiniiiM  ••  n 


LABORATORY  ANALYSIS 

Anatyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710492-08 

Sample  Desc  :  LIQUID,Sunnyside  7-B 

Lead  rng/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-09 

Sample  Desc  :  LIQUlD,Sunnyside  7-C 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-10 

Sample  Desc :  LlQUID.Sunnyside  7-C  (duplicate) 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-11 

Sample  Desc  :  LlQUID.Sunnyside  Blank 

Lead  mg/L  10/11/97  0.0050  N.D. 


Anelytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


10/14/97    11:58         TX/RXN0.0298         P. 040 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0762 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  DateSampied  1 1/18/97 
San  Francisco,  CA  94124 


Date  Received  11/18/97 
Date  Analyzed  11/18/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
SOUTH 
WESTV 

#  1 

50762-01 

MG  FOUNTAIN 
HALLWAY  1ST  FLOOR 
VALL 

7.8 

1.0 

Client 
Micro 

DRINKI 
SOUTH 
WESTV 

#2 

50762-02 

MG  FOUNTAIN 
HALLWAY  2ND  FLOOR 
VALL 

12.4 

1.0 

Technical  Supervisor: 


Analyst: 


SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Igad^nalysTffln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:47  AM 


FAX  NU. 


F.  Uf/ZZ 


Pago  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Bm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNNYSIDE  ES 


Micro  Log  In    5  2  5  35 
Total  Samples  6 
Date  Sampled  1/31/98 
Date  Received  2/2/9  6 
Date  Analyzed  2/3/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKII 
2  HALL 
RESAH 

SUNNYSIDE  2A 

52535-01 

4G  FOUNTAIN 

2.8 

1.0 

Client 
Micro 

DRINKII 
2  HALL 
RESAM 

SUNNYSIDE  2B 
52535-02 

4G  FOUNTAIN 
PLE 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
RESAM 

SUNNYSIDE  2C 

52535-03 

NG  FOUNTAIN 
PLE 

2.1 

1.0 

Client 
Micro 

UULT1F 
EXT.SE 
RESAM 

SUNNYSIDE  11 A 

52535-04 

LE  DRINKING  FOUNTAIN 
PLE 

4.9 

1.0 

Client 
Micro 

MULT1P 
RESAM 

SUNNYSIDE  11B 

52535-05 

LE  DRINKING  FOUNTAIN 
PLE 

4.6 

1.0 

Technical  Supervisor 


/98 


Farid  P 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forUoad  anfijysis  in  drilwa'nfl  water  by  the  California  Deparlmont  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cariillcats^lOSjjtSampjei  are  analyzod  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  foMrte  E>rahti1ation  ol  Water  and  Wastewater,  18th  edition,  199£,  American  Public  Health 
Association,  American  Walor  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopl  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


rtd-uo-ao  inu  u f  =  4 /  m 


hRX  NU. 


P.  08/21 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  52535 

SFUSD  -  Asbestos  Control  Program  S.F.U,S.D.  Total  samples  6 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES 

Dale  Sampled  1/31/98 

San  Francisco,  CA    94124  Date  Received  2/2/98 

Dale  Anatyzod  2/3/9  8 


Client  Sample  ID 


Lead  Concentration 


Detection 
Limit 
<PPb) 


Comments 


Client 

SUNNYSIDE  11C 

Micro  52535-06 

MULTIPLE  DRINKING  FOUNTAIN 
RE.  SAMPLE 

7.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  fd\load  anaysls  In  drinhing  water  by  the  California  Department  el  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifiwe~#4eOT?>Samplas^re  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  ol  Water  and  Wastewater,  16th  odltion,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 
San  Francisco,  CA  94124 


Date  Received  8/20/9  7 
Date  Analyzed  8/20/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro  47578-01 
SINK  FAUCET 

SMALL  KITCHEN  AREA  -  01 0C 
FIRST  DRAW 

3.6 

1.0 

Client 

2 

Micro 

47578-02 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  /  FIRST  FLOOR 
FIRST  DRAW 

2.7 

1.0 

Client 

3 

Micro  47578-03 

SINK  FAUCET 
KITCHEN  AREA  •  015A 
FIRST  DRAW 

7.2 

1.0 

Client 

4 

Micro 

47578-04 

19.6 

DRINKING  FOUNTAIN 
CLASSROOM  014 
FIRST  DRAW 

1.0 

Client 

5 

Micro 

47578-05 

10.8 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  012 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    475  7  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

San  FranciSCO,  CA    94124  Date  Received  8/20/97 

Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

10.2 

1.0 

Micro  47578-06 

DRINKING  FOUNTAIN 
OUTSIDE  BY  ROOM  12  DOOR 
FIRST  DRAW 

Client 

7 

88.8 

3.3 

Micro  47578-07 

DRINKING  FOUNTAIN 
CLASSROOM  005 
FIRST  DRAW 

Client 

8 

1  00 

3.3 

Micro  47578-08 

DRINKING  FOUNTAIN 
CLASSROOM  004 
FIRST  DRAW 

Client 

9 

9.9 

1.0 

Micro  47578-09 

DRINKING  FOUNTAIN 
CLASSROOM  003 
FIRST  DRAW 

Client 

1  0 

49.9 

1.0 

Micro  47578-10 

CLASSROOM  001 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa  analysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7578 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

Ban  Francisco,  CA   94124  _,    .  . 

'  Date  Received  8/20/9  7 

Date  Analyzed  8/2  0/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro  47578-11 

OUTSIDE  YARD  BY  ROOM  001 
FIRST  DRAW 

33.2 

1.0 

Client 

1  2 

Micro 

BLANK 

47578-12 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for1ead--analyslSTn-drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

'l063  PROJECT:  Micro  Log  In    5  0653 

ISFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

11551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  11/12/97 

San  Francisco,  CA  94124  r>  .  D    ■  ^ 

'  Date  Received  1  1/14/97 

Date  Analyzed  1  1/14/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

4A 

Micro 

53653-01 

1.0 

DRINKING  FOUNTAIN 
ROOM  14  -  NORTH  WALL 
BLANK 

6.3 

Client 

4B 

Micro 

53653-02 

1.0 

DRINKING  FOUNTAIN 
ROOM  14  -  NORTH  WALL 
BLANK 

9.9 

Client 

4C 

Micro  53653-03 

DRINKING  FOUNTAIN 
ROOM  14  -  NORTH  WALL 
BLANK 

24.7 

1.0 

Client 

7A 

Micro 

53653-04 

1  5.6 

1.0 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

Client 

7B 

Micro 

53653-05 

13.8 

1.0 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanaiteisNq^drinking  water  by  the  California  Department  of  Health  Servicos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amorican  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  excopt  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  06  53 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  DateSampied  11/12/97 

San  Francisco,  CA    94124  Date  Received  1 1/1 4/9  7 

Date  Analyzed  11/14/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

7C 

9.4 

1.0 

Micro  53653-06 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

Client 

1  OA 

13.4 

1.0 

Micro  53653-07 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

1  0B 

14.0 

1.0 

Micro  53653-08 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

1  0C 

8.6 

1.0 

Micro  53653-09 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

1  1  A 

3.6 

1.0 

Micro  53653-10 

MUTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BY  SAND  BOX  NEXT 
BLANK 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leag^analj)sis\in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1 03 f.  Sampies_fl2b  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNSET  ES 


Micro  Log  In    5  0  6  5  3 
Total  Samples  1  2 
Date  Sampled  11/12/97 
Date  Received  11/14/97 
Date  Analyzed  11/14/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1  1  B 

Micro 

53653-1 1 

1.0 

MUTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BY  SAND  BOX  NEXT 
BLANK 

2.4 

Client 

11C 

Micro 

53653-12 

12.2 

1.0 

MUTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BY  SAND  BOX  NEXT 
BLANK 

Analyst:  

Farid  RaVnezanzkleh.^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ItSad-arialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31133 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNSHINE  HS 


Micro  Log  In    4  8  02  4 
Total  Samples  7 
Date  Sampled  8/26/9  7 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

6.6 

1.0 

Micro  48024-01 
SINK  FAUCET 

KITCHEN  -  1ST  FLOOR  NORTH 
FIRST  DRAW 

Client 

2 

3.3 

1.0 

Micro  48024-02 

SINK  FAUCET 
KITCHEN  -  ROOM  4 
FIRST  DRAW 

Client 

3 

<  1.0 

1.0 

Micro  48024-03 
FIELD  BLANK 

Client 

4 

1 .7 

1.0 

Micro  48024-04 

SINK  FAUCET 
ROOM  15  "POOL" 
FIRST  DRAW 

Client 

5 

5.0 

1.0 

Micro  48024-05 

SINK  FAUCET 

KITCHEN  OF  SEWING  ROOM 
N.W  CORNER  - 1ST  FLOOR 
FIRST  DRAW 

Of 

Technical  Supervisor      ^  j^=— - — ^rfr_  9/6/97  Analyst:   

Farid  Rar^eza>^ade^MjS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  itJad-aaatysis  irr-driitking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  024 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  SUNSHINE  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/9  7 


Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

48024-06 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  HALL  S.W  CORNER 

FIRST  DRAW 

3.1 

Client 

7 

Micro 

48024-07 

1.6 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  N.E  CORNER 
FIRST  DRAW 

Technical  Supervisor:  LJBid — ^-—^  9/8/97  Analyst:   FR 

rid  Rar^ezahx^c 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 
1063  PROJECT:  Micro  Log  In    4  7  940 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA  94124  n . .  D    .  . 

Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#  1 

3.0 

1.0 

Micro  47940-01 

DRINKING  FOUNTAIN 
RM12 

FIRST  DRAW 

Client 

#  2 

1  5.2 

1.0 

Micro  47940-02 

DRINKING  FOUNTAIN 
RM  13 

FIRST  DRAW 

Client 

#  3 

1 1 .6 

1.0 

Micro  47940-03 

DRINKING  FOUNTAIN 
RM14 

FIRST  DRAW 

Client 

#  4 

77.4 

2.9 

Micro  47940-04 

DRINKING  FOUNTAIN 
RM11 

FIRST  DRAW 

Client 

#  5 

6.1 

1.0 

Micro  47940-05 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor:    1  tC*~ — — T^^C^" —  ^"  9/6/97   Analyst:   ^  

Farid  Ra^e^ajTzadeft^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leTao^anijIysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /  CC 


Micro  Log  In    4  7  9  4  0 
Total  Samples  23 
Date  Sampled  8/24/97 
Date  Received  8/2  9/9  7 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#  6 

15.1 

1.0 

Micro  47940-06 

DRINKING  FOUNTAIN 
RM  8 

FIRST  DRAW 

Client 

#  7 

8.3 

1.0 

Micro  47940-07 

DRINKING  FOUNTAIN 
RM  9 

FIRST  DRAW 

Client 

#  8 

14.5 

1.0 

Micro  47940-08 

DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

Client 

#  9 

9.4 

1.0 

Micro  47940-09 

DRINKING  FOUNTAIN 
RM10 

FIRST  DRAW 

Client 

#  10 

6.7 

1.0 

Micro  47940-10 

DRINKING  FOUNTAIN 
RM  1 

FIRST  DRAW 

Technical  Supervisor:     f  k;*.  -:f~~'~~v5^         9/G/97  Analyst:  

Farid  Rame^aTs^deh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^Ha^fe^rt^linking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31133 


1063  PROJECT:  Micro  Log  In    4  7  9  4  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/9  7 

San  Francisco,  CA  94124  _  .  _,    .    .  „,„„.„_ 

Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  11 

14.4 

1.0 

Micro  47940-11 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Client 

#  12 

17.6 

1.0 

Micro  47940-12 

DRINKING  FOUNTAIN 
RM  2 

FIRST  DRAW 

Client 

#  13 

2.5 

1.0 

Micro  47940-13 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

#  14 

12.4 

1.0 

Micro  47940-14 

DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

Client 

#  15 

6.1 

10 

Micro  47940-15 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7940 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  16 

11.9 

1.0 

Micro  47940-16 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
FIRST  DRAW 

Client 

#  17 

91.0 

3.3 

Micro  47940-17 

SINK  FAUCET 
CC  KITCHEN 
FIRST  DRAW 

Client 

#  18 

1.1 

1.0 

Micro  47940-18 

DRINKING  FOUNTAIN 
UPPER  YARD  L  -  DF 
FIRST  DRAW 

Client 

#  19 

<      1 .0 

1.0 

Micro  47940-19 

DRINKING  FOUNTAIN 
UPPER  YARD  R  -  DF 
FIRST  DRAW 

Client 

#  20 

7.0 

1.0 

Micro  47940-20 

SINK  FAUCET 

CC  INSIDE  KITCHEN 

FIRST  DRAW 

Technical  Supervisor: 


'6/97 


Analyst: 


AL 


Farid  Ramezanzaden^M5. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leW^maly^is^rn-dfinking  water  by  the  Calitornia  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certiticate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47940 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _  ,  D       .  „,„„.„_, 

'  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

#  21 

<      1 .0 

1.0 

Micro  47940-21 

MULTIPLE  DRINKING  FOUNTAIN 
LOWER  YARD 
FIRST  DRAW 

Client 

#  22 

<      1 .0 

1.0 

Micro 

BLANK 

47940-22 

Client 

#  23 

1 1 .2 

1.0 

Micro  47940-23 

DRINKING  FOUNTAIN 
MAIN  OFFICE 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Rame^a^zao^r(,CN^SK^ 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /CC 


Micro  Log  In    49  31  4 
Total  Samples  30 
Date  Sampled   10/4/9  7 
Date  Received  10/8/9  7 
Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  49314-01 

DRINKING  FOUNTAIN 
ROOM  5 
RE-SAMPLE 


12.2 


1.0 


Client 


Micro  49314-02 


DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 


Client 


Micro  49314-03 

DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 


\i\Cy 


Client 


2-A 


Micro  49314-04 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


Client 


2-B 


Micro  49314-05 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


3.7 


7.1 


4.9 


2.4 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahalysregn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate\^103j.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  fortrTe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Client  Sam 


npje 


ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  49314-06 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


^  P 


5.4 


1.0 


Client 


Micro  49314-07 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


Client 


Micro  49314-08 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


Client 


Micro  49314-09 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


2.3 


2.0 


3.7 


1.0 


1.0 


1.0 


Client 


Micro  49314-10 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


2.1 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aYralysrs  inNtrinfttag  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037-— SampleS^aVe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  _    .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  49314-11 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


Client 


Micro  49314-12 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


Client 


Micro  49314-13 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 


Client 


Micro  49314-14 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 


Client 


Micro  49314-15 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 


1.9 


2.8 


1.8 


1.7 


2.7 


1.0 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo<Jead)ana]ys}s  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314-16 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


1  8.1 


1.0 


If 


Client 


Micro  49314-17 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


Client 


Micro  49314-18 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


Micro  49314-19 


DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


Client 


Micro  49314-20 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


5.2 


9.8 


2.7 


2.0 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana)y^isin)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 
San  Francisco,  CA  94124 


Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


5.1 


1.0 


Client 


Micro  49314-22 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


Client 


Micro  49314-23 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


Client 


Micro  49314-24 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


Client 


T^A 


Micro  49314-25 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


3.3 


3.0 


6.6 


4.7 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  \nalys^sNqdrihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                         PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 


Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314-26 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


4.0 


1.0 


Client 


Micro  49314-27 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


Client 


Micro  49314-28 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 


Client 


Micro  49314-29 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 


J*™  ffg 


Client 


>e<c 


Micro  49314-30 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 


6.9 


1.6 


2.2 


3.8 


1.0 


1.0 


1.0 


1.0 


Technical  Supervisor 


10/10/97 


Analyst: 


FR 


Farid  R 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foN^ad  afialys^s  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cem'ficate>T037>^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

3FUSD  -  Asbestos  Control  Program 
11551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  SWETT  ES  &  PK 


Micro  Log  In    4  7  5  7  7 
Total  Samples  1  2 
Date  Sampled  8/20/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1 

3.2 

1.0 

Micro  47577-01 

DRINKING  FOUNTAIN 
CAFE 
ROOM  110 
FIRST  DRAW 

Client 

2 

5.5 

1.0 

Micro  47577-02 

SINK  FOUNTAIN 
KITCHEN 
ROOM  112 
FIRST  DRAW 

Client 

3 

3.1 

1.0 

Micro  47577-03 

DRINKING  FOUNTAIN 
PRE-K 
ROOM  111 
FIRST  DRAW 

Client 

4 

6.3 

1.0 

Micro  47577-04 

DRINKING  FOUNTAIN 

PRE-K 

C92 

FIRST  DRAW 

Client 

5 

9.9 

1.0 

Micro  47577-05 

DRINKING  FOUNTAIN 

1ST  FLOOR 

C90 

FIRST  DRAW 

Technical  Supervisor: 


Farid  R^mezar^z^ehT-M^S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK  Date  Sampled  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/20/97 

Date  Analyzed  8/20/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47577-06 

I  .u 

DRINKING  FOUNTAIN 

2ND  FLOOR 

C90 

FIRST  DRAW 

Client 

7 

— — — — 

Micro 

47577-07 

4.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 

C90 

FIRST  DRAW 

Client 

8 

Micro 

47577-08 

1 1.0 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-1.ROOM  001 
FIRST  DRAW 

Client 

9 

Micro 

47577-09 

5.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-2,  ROOM  002 
FIRST  DRAW 

Client 

1  0 

Micro 

47577-10 

6.1 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  EAST  SIDE  OF  BUILDING 
FIRST  DRAW 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTh-analjfeis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


1 063  PROJECT: 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK 

I3an  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47577-11 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  WEST  SIDE  OF  BUILDING 
FIRST  DRAW 

4.6 

1.0 

Client 

1  2 

Micro 

BLANK 

47577-12 

<      1  .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaTTalysisTTrrrrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Micro  Log  In  47577 
Total  Samples  1  2 
Date  Sampled  8/20/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/97 


i.PM 


NO.  5121     F.  10/20 


^^^\        ^PflllOia  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

f     A   ,J        sJt.V|t-*vyA»  404  N.  Wlget  Lane  Walnut  Geek,  CA  94598       (510)988-9600         FAX  (510)  938-9673 


Analytical 


819  Striker  Avenue,  Suites    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  911-0100 


-  Miiiiinn^==sr3lliiiiiiiini'i"=s=^3SBw^ 


I SFUSD 

jjj 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


|  Attention:      Bruce  Gianninl 

lliraiSSS=S==-5lil!llllHIIIH5^S 


Client  Proj.  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  970B756 


Sampled:  08/13/97 
Received:  08/13/97  § 
Analyzed:  see  below  | 


is^Kiaiiiis 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708756-01 
Sample  Desc :  LIQUIDS 

Lead 

mg/L 

08/20/97 

0.0050 

0.024 

Lab  No:  9708756-02 
Sample  Desc  LIQUID,2 

Lead 

mg/L 

08/20/97 

O.0050 

0.0072 

Lab  No:  9700756-03 
Sample  Desc :  LIQUID.3 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-04 
Sample  Desc :  LIQUID,4 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-05 
Sample  Desc :  LIQUID,? 

Lead 

mg/L 

08/20/97 

0-0050 

0.0063 

Lab  No:  9708756-06 
Sample  Desc :  UQU1D.6 

Lead 

mg/L 

08/20/97 

0.0050 

0.011 

Lab  No:  9708756-07 
Sample  Desc :  LIQUID,? 

Lead 

mg/L 

08/20/97 

0.0050 

0-O21  / 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page 


08/22/97     15:16         TX/RX  NO. 9162  P. 010 


AUG.  22.  1997   2:18PM  jjO.  5121     P.  11 /2( 


Coniir\i^  680  Chesapeake  Drive         Redwood  Oty,  C A  94063      (650)364-9600         FAX  (650)  364-9M3 

OCV^UUia  404  N.  bme  Walrtut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8l9Su4kerAvenue,Suite8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


Analytical 


mini  miinrii        -iminnnn —  niiimnp  imtrmiri  rmitimtir  niiunmr^   in — •-" -"IBBE 

I  SFUSD  Client  Prqj.  ID:     ER  Taylor  ES 


1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Lab  Proj.  ID:  9708756 


i  Attention:     Bruce  Giannini 

BeasaSHBflHBBHESHBi  131 


Sampled:  08/13/97  1 
Received:  08/13/97  | 
Analyzed:  see  below  I 

1 

Reported:  08/22/97  5j 

Wli|iigea^^=m^tllllll||iniiiilir;:-n:-  ;: : M 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708756-06 
Sample  Desc :  UQUID,8 

Lead 


mg/L 


08/20/97 


0.0050 


0.006S 


Lab  No:  9708756-09 
Sample  Desc :  LIQUID,9 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-10 
Sample  Desc :  LIQUID, 10 

Lead 


mg/L 


08/20/97 


0.0050 


0.010 


Lab  No:  9708756-1 1 

Sample  Desc :  LlQU1D,i1 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-12 
Sample  Desc :  LIQUID,  12 

Lead 


mg/L 


08/20/97 


0.0050 


0.073 


Lab  No:  9708756-13 
Sample  Desc :  UQUID.13 

Lead 


mg/L 


08/20/97 


0.0050 


0.010 


Lab  No:  9708756-14 
Sample  Desc  .  LIQUID,  14 


Lead 


mg/L 


08/21/97 


0.0050 


0.0059 


Analyje3  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


08/22/97    15:16         TX/RX  NO. 91 62         P. 011 


"AUG.  22.  1  997   2:18PM  NO.  5121     F.  12/: 

Sequoia 
Analytical 


^Pminia  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600        FAX  (650)  $64-9213 

i%    \        OCVJUU-Hd  404  N.  Wiget  Lane  Waiiuu  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

*^3*2J?      A   1  i-l  1  8l9S»flker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)921-9600         FAX  (916)  921-0100 


SFUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Glannini 


Client  Proj.  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  9708756 


Sampled:  08/13/97 
Received:  08/13/97  jy 
Analyzed:  see  below  I 


iH=dn=iUiiii||iiii^Tri:iii,iiiiiuu^ss!Mtu^^ 


Reported:  08/22/97 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


-Tiiliiniiii:s:;;:=Hn~n= 


Sample 
Results 


Lab  No:  9708756-15 
Sample  Desc :  UQUID,15 

Lead 


mg/L 


08/20/97 


0.0050 


0.0072 


Lab  No:  9708756-16 
Sample  Desc  :  LIQUID,  16 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-17 
Sample  Desc  :  LIQUID,  17 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-18 
Sample  Desc :  LIQUID,18 

Lead 

Lab  No:  9708756-19 
Sample  Desc  :  LIQUID,  19  (Blank) 

Lead 


Lab  No:  9708756-20 
Sample  Desc :  LIQUID,20 

Lead 


Lab  No:  9708756-21 
Sample  Desc  :  LIQU1D,6  Duplicate 

Lead 


mg/L 


08/20/67 


mg/L 


08/20/97 


mg/L 


08/20/97 


mg/L 


08/20/97 


0.0050 


0.0050 


0.0050 


0.0050 


0.010  -J 


N.D 


0.0065 


0.010 


D 


taalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/22/97     15:16         TX/RX  NO. 9162  P  01? 


"AUG.  22.  1  997   2: 18FM  NO.  5121     F.  13/20 

Sequoia 
Analytical 


XT^V        ^^nilAia  680  Chesapeake  Drive         Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

fk\        OCV^LtV^ia  404  N.  Wig*«  Lane  Walnui  Creek.  CA  9459B       (510)  9SS-960Q         FAX  (510)  988-9673 

*T^<S      A  1  t-1  1  8l9StrlkerAvemie,Sui(e8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


a  sfusd 

==1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

I  Attention:     Bruce  Glannini 


Cllent  Proj.  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  9708756 


i  ii  urn  m  mm  mm  -^vn^m^ 

Sampled;  08/13/97  = 
Received:  08/13/97  | 
Analyzed:  see  below  1 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708756-22 

Sample  Desc  :  LIQUID,  14  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.0059 


S) 


Lab  No:  9708756-23 

Sample  Desc  :  UQUID,20  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.0063 


5) 


AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  uf  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 

tMa 


Project  Manager 


08/22/97    15:16         TX/RX  NO. 9162         P. 013 


SEF.  3.  1  997   8:04AM  NO.  5460     P.  11/17 


S^QUOia  6BO  Chesapeake  Drive         Redwood  City,  CA  9406S      (650)  364-9600         FAX  (650)  364-9233 

M  404  N.  Wiget  Lane  Walnut  Creek,  CA  94595       (510)988-9600         FAX  (510)  988-9673 

y^j^^Jy^.|^^|  819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  RAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


Client  Proj.  ID:  ER  Taylor 
Lab  Proj.  ID:  9708F18 


Sampled-  08/29/97 
Received:  08/29/97  jg 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


Anaiyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


i  Lab  No:  97O8F1B-01 
Sample  Desc :  UQUID,ER  Taylor  2-1 

Lead 


mg/L 


09/02/97 


Lab  No:  9708F18-02 
I  Sample  Desc  :  LIQUID, ER  Taylor  2-2 

Lead 


mg/L 


09/02/97 


00050 


00050 


N.D. 


P-  N.D. 


Lab  No:  9706F18-03 

Sample  Desc :  LIQUID,ER  Taylor  2-3 

Lead  mg/L 

Lab  No:  9708F1tM)4 

Sample  Desc :  LIQUID.ER  Taylor  2-4 

Lead  mg/L 


09/02/97 


09/02/97 


UbNo:  9708F18-05 

Sample  Desc  :  LIQUID,ER  Taylor  2-5 

Lead 


mg/L 


09/02/97 


0.0050 


0.0050 


0.0050 


N.D.  (I. 


ID  |Ll 


Lab  No:  9708F18-06 

Sample  Desc :  LIQUID, ER  Taylor  2-6 

Lead 


mg/L 


09/02/97 


0.0050 


^  N. 


-abNo:  9708F18-07 

Sample  Desc :  LIQUID, ER  Taylor  2-7 

Lead 


mg/L 


09/02/97 


00050 


N.D.  t\ 


.  alytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


EQUOIA  ANALYTICAL  -  ELAP#1210 


Pa90.  i 


! 


09/03/97    09:03         TX/RX  NO. 9367         P. 011 


SEP.  3.  1997  8:05AM 


/T\  Sequoia 
^0  Analytical 


NO.  5460     P.  12/17 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N  Wiget  Lane  Walnut  deck,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenve,  Suite  B    Sacramento,  CA  956*4  (916)921-9600  FAX  (9l6)  921-0100 


fSFUSD  — -=■        cCProj!  ID:  ERTayjor'" 

g  1551  Newcomb  Ave.,  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708F18 

il 

Hi  Attention:      Bruce  Giannini 

ii  irjL'iu1!*^!'!'  1       1  *  *  -  *  *f  mi  3I^C£StfHHiilHm  iliHSiltHitHI  t*lfljKlitl32jSSiSiy       "5"*  ^pg^y  *>^^ft*i**^"****i*a*a*******»Mc**«*w^^*^_->-ijSr' 


LABORATORY  ANALYSIS 


Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


•  !!j=u'.nraiiaiiuniim 
Sampled:  08/29/97  I 
Received:  08/29/97  | 
Analyzed:  see  below  | 


Lab  No:  970BF18-08 

Sample  Desc  :  LIQUID, ER  Taylor  2-8 

Lead  rng/L 

09/02/97 

0.0050 

^  N.D.  $~  V 

Lab  No:  9708F1B-09 

Sample  Desc  ;  LIQUID, ER  Taylor  2-8  Duplicate 

,0.  ^ 

Lead  mg/L 

09/02/97 

0.0050 

Lab  No:  97G8F18-10 
Sample  Desc  :  LIQUID, Blank 

Lead  mg/L 

09/02/97 

0.0050 

ft 

N.D.  ~--J 

Analytes  reported  as  N  O  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#121Q 


2 


09/03/97  09:03 


TX/RX  NO. 9367         P. 012 


SEP.  19.  1  997   4 : 1  7  F  M 

fk\  Sequoia 
^  -  Analytical 


no.  en; 


680  Ch«apcake  Drive  Redwood  Gty,  CA  94063 

404  N.  Wigct  U*n«  Walnut  Creek.  CA  $4596 

919  Striker  Avenue.  Suiic  B    Sacramento,  CA  95634 


(650)  364-9600 
(510)  988 -WOO 
(91(5)  92 1 -WOO 


F.  15/15 

FAX  (650)  364-9233 
FAX  (510)  988-9t57! 
FAX  (916)  921-0100 


1  SRJSD 

1 1551  Newcomb  Ave..  Rm.  103 
j||  San  FranclSCO,  CA  94124 

!!!  Attention:     Bruce  Giannini 

•••  !  E !  1 1 1 1 1 1 1 1  i  r  J  J  IUIIIIIIlillIinr:ni3Sss==== 


llllllltimnnuililiniiiiiiiii!ii;;:;ii:^=     - 

Client  Proj.  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  9709821 

5p"i!!i!!!i!!!!!!!!!i!j||[| 


*fliHillMlll!lll!lllllll!l!ill!IUini|l 

Sampled:  09/16/97  j 
Received:  09/16/97  »! 
Analyzed:  see  below  i;; 

>J! 

Reported:  09/19/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709821-01 

Sample  Desc  :  LIQUID, ER  Taylor  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-02 

Sample  Desc :  LIQUID.ER  Taylor  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709621-03 

Sample  Desc  :  LIQUID,ER  Taylor  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-04 

Sample  Desc :  LIQUID, ER  Taylor  3-3  dup 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-05 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

tfialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


:heila  Flynn 
!  'roject  Manager 


Hags- 


09/19/97  17:14 


TX/RX  NO. 9808 


P. 015 


DEC.  5.  1  997   5 : 1  1 PM 


NO.  9373     F.  9 


Sequoia 
■   ~  Analytical 


680  Chesapeake  Drive  Redwood  Gey,  CA  94063       (050)  364-960D  FAX  (650)  364-9293 

404  N.  Wlgei  Lin*  Walnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  988.9673 

819  Striker  Avenue.  Suite  S     Sacramento,  CA  95834  (916)921-9600         FAX  (916)  91)  .0100 


I  SFUSD  Client  Proj.  ID:     ER  Taylor  E.S. 

1551  Newcomb  Ave.,  Rm.  103 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9710E47 

!!! 

1  Attention:     Bruce  Giannini 

Sunn  UiibWi~:-r:-:::;::r.:n:::  ::::niiiniilllilili:i':i ;;  ■■"  iiii=;=j:====j=3 

=-:=      m„  n;n;;;;v  ■  :r  .:i:  r  -:  :  i;  :  i"iriiiiiiii:;;i;..i,  ;T  - 1^  -  -  ^  i, 


■:-.:;:;:'!:|liliiii;iT-:::=:~r-E2'  ;  -. ■ . i ■  ■  i: 
::iiUillili;ii!::i!M::";:rH:::-r;^:iilllilii!iii-;;^H:=:;=:i;-;; 

Sampled:  10/23/97  1 
Received;  10/24/97  | 
Analyzed:  see  below  | 

Reported :  10/30/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E47-01 
Sample  Desc  :  LIQUID,  1-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-02 
Sample  Desc  :  LIQUID,  1-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-03 
Sample  Desc  :  LIQUID, 7-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-04 
Sample  Desc :  LIQUID,7-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-05 
Sample  Desc  :  LI  QUID,  12- A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-06 
Sample  Desc :  LIQUID,  12-B 

Lead 

mg/L 

10/29/97 

0.0050 

0.0065 

Lab  No:  9710E47-07 
Sample  Desc :  UQUID.1-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Jytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


7 


;  heila  FJynn 
reject  Manager' 


12/05/97    17:09         TX/RX  NO. 1282         P. 009 


-     DEC.  5.  1997    5 : 1  !PM 


NO.  9373     P.  10 


Commit  630  Chesapeake  Drive  Rrdwood  City.  CA  <MOtii  (650)  364-9600  FAX  (650)  364-923? 

oCvJUOld.  40^  N.  Wl8«i  Une  Walmii  Crtck.  CA  94598  (510)  988-9600  FAX  (510)  988-9673 

1                 i  819  Striker  Avenue,  Suite?  Sacramento,  CA  95834  (9)6)  921-9600  FAX  (916)  921-0100 

Analytical 


g  SFUSD 

ill  1551  NewcombAve.,  Rm,  103 
|  San  Francisco,  CA  94124 


Si  Attention:      Bruce  Gianninl 

-^i  uinilliiif  ;;'.:;;i'".||iniiiii;; 

'  -"■=:€=■:-  ■>::■  mini. . ...   inl;,,.,;, ,, 


l-TrilHIHImniS 


Client  Proj.  ID 
LabProj.  ID:  9710E47 


"!!] :h  :;;,.:.::mni"' 

:  ;;"!!ilimiiiii;;::::::^::r:::" 


illipiHU...    

ER  Taylor  E.S 


"T'llljll 


Mill  ,11 

iiiiIm  „ 


""""  Sami^irTb72379T:::i:l 
Received:  10/24/97 
Analyzed:  see  below 

Reported-  10/30/97  | 

::  -  '«.::.,  i    1..  ■-  ..... ;,•        '    .  ,. '  .  ; ••  • -tun; .. . .11' 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710E47-08 
Sample  Desc :  UQUID,7-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0083 

Lab  No:  9710E47-09 
Sample  Desc :  LIQUID,12-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-10 

Sample  Desc  :  UQUID,12-C  Duplicate 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-11 
Sample  Desc :  UQUID,Blank 

Lead 

mg/L 

10/29/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  Stated  limit  Of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


12/05/97    17:09         TX/RX  NO. 1282         P. 010 


AUG.  27.  193'  4:25PM 

/iN  Sequoia 
-  -  Analytical 


3.  5294 


F.  2/44 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  564-9133 
404  M.  Wgel  Line  WaltM  Creek,  CA  94598       (510)  988-9600         FAX  (5 10)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


c,Ck 


SFUSD 

5 1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

If  Attention:     Bruce  Glanninl 

— iiiiuiiiimgiiasa==a5a£sjnnimniii<s:i=^. 


Client  Pro].  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


Sampled:  08/20/97  1 
Received:  08/22/97  1 
Analyzed:  see  below  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B64-01 

Sample  Desc  :  UQUIDJreasure  Island- 1 

Lead 

mg/L 

08/27/97 

0.0050 

0.0057 

Lab  No:  9708B84-02 

Sample  Desc .  UQUIDJreasure  Island- 1  (DUP) 

0.0050 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  9708B84-03 

Sample  Desc :  UQUIDJreasure  lsland-2 

Lead 

mg/L 

08/27/97 

0.0050 

0.024  S 

Lab  No:  9708B84-04 

Sample  Desc  ■  UQUIDJreasure  lsland-3 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No:  9708B84-05 

Sample  Desc :  LIQUID, Treasure  lsland-4 

Lead 

mg/L 

08/27/97 

0.0050 

0.0071 

Lab  No:  9708B84-06 

Sample  Desc :  UQUIDJreasure  Island  5 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No:  9708BB4-07 

Sample  Desc  :  UQUIDJreasure  lsland-6 

Lead 

mg/L 

08/27/97 

0.0050 

0.0065 

Ana/ytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page* 


08/27/97     17:27         TX/RX  NO. 9248  P. 002 


AUG.  27.  1997   4:26PM  NO.  5294     F.  3/44 


ST\  Sequ 

Analytical 


r\i  Q  6B0  ChettOttke  Drive  Redwood  Gty,  CA  94063       (650)  364-9600  FAX  (650)  364-9133 

404NWig«Une  Walnut  Creek,  CA  9459B       (510)988-9600         FAX  (510)  988-9673 

619  Striker  Avenue,  Suite  8     Sacramento,  CA  95B34  (9l6)  9*1-9600  FAX  (916)  91 J -01 00 


g SFUSD 
jjj 1551  Newcomb  Ave..  Rm.  103 
E  San  Francisco,  CA  94124 


s  Attention: 

Kims 


Bruce  Giannini 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  97Q8B84 


Sampled:  08/20/97 
Received:  08/22/97  | 
Analyzed:  see  below  | 


Anaiyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B84-08 

Sample  Desc :  UQUIDjreasure  lsland-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0062 

Lab  No:  9708B84-09 

Sample  Desc  :  LIQUID  Jreasure  lsland-8 

Lead 

mg/L 

08/27/97 

0.0050 

0.0065 

Lab  No:  97D8B84-10 

Sample  Desc  :  UQUIDjreasure  l$land-9 

Lead 

mg/L 

08/27/97 

0.0050 

0.0079 

Lab  No:  9708B84-11 

Sample  Desc  :  UQUIDjreasure  lsland-10 

Lead 

mg/L 

OB/27/97 

0.0050 

N.D. 

Lab  No:  9708BB4-12 

Sample  Desc  :  LIQUID  Jreasure  lsland-11 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Ub  No:  9708B84-13 

Sample  Desc  :  LIQUID  Jreasure  fsland-11  (DUP) 

N.D.  ' 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  9708B84-14 

Sample  Desc  .  UQUIDjreasure  lsland-12 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  tho  stated  limit  ot  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


08/27/97  17:27 


TX/RX  NO. 9248         P. 003 


AUG.  27.  1  997   4:26PM  NO.  5294     P.  4/44 

-    ~  Analytical 


SfOUOlrl  680  Chesapeake  Drive         Redwood  Gty,  CA  94063      {,650)  364-9600         FAX  (650)  364-9233 

M  404  N.  Wigct  Lane  Walnut  Crtfck,  CA  94598       (510]  988-9600         FAX  (510)  985-9673 

8)9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921.0100 


SFUSD 

11551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


Attention:     Bruce  Giannini 

— -■  -3z^-3—j^±m!Miu)uiiin  imiiiiiiniiwiMDiHmi 

TOIIIiat'lgg:!!  !_'-JX!TZi_JJ_^M°!g£™!niU!HIILIII!IIITIIHnm  


HBlSi  "iiwuiiiini]  liiiiiiiiiiii  fi!iiii!ii!K!Ui!X! 


Sampled:  08/20/97  g 

Received:  OB/22/97  1 

Analyzed:  see  below  jjj 

Reported:  08/27/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

■  Lab  No:  9708B84-15 
Sample  Desc :  UQUID.Treasure  lsland-13 

Lead 

08/27/97 

wwy  mirw  1  w  m 

0.0050 

0.090 

Lab  No:  9708B84-16 

Sample  Desc :  LIQUID, Treasure  lsland-14 

Lead 

mn/L 

OS/27/97 

0  0050 

n  077 

Lab  No:  9708B84-17 

Sample  Desc :  LJQUlDJreasure  lsland-15 

Lead 

mg/L 

08/27/97 

0.0050 

0.039 

Lab  No:  9708BB4-18 

Sample  Desc :  LIQUID  Jreasure  Island- 16 

Lead 

mg/L 

08/27/97 

0.0050 

0-025 

Lab  No:  9708B84-19 

Sample  Desc :  UQUID.Treasure  Island- 17 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-20 

Sample  Desc :  LIQUID,Treasure  lsland-18 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B8421 

Sample  Desc  :  LJQUlDJreasure  Island- 19 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

nalytea  reported  as  N.D.  were  not  present  gboy*  the  Stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


heila  Flynn 
roject  Manager 


Page: 


08/27/97     17:27         TX/RX  NO. 9248  P. 004 


AUG.  21.  1997   4:26PM  "  NO.  5294     P.  5/44 


/TN  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  Cry.  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wigct  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92 1-0100 


="==-— r^MllllllllillllIimUllllJliilmiiimnjrMT 

| SFUSD 

|  1551  NewcombAve.,  Rm.  103 
jjj  San  Francisco,  CA  94124 


Client  Pt6\.  \D:  Treasure  Island  ES 
Lab  Proj.  ID:  9706B84 


Sampled:  08/20/97  ■ 
Received:  08/22/97  |j 
Analyzed:  see  below  I 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B84-22 

Sample  Desc  :  LIQUID,Treasure  lsland-20 

Lead 


mg/L 


08/27/97 


0.0050 


N.D. 


Lab  No:  9708B84-23 

Sample  Desc :  LIQUlDJreasure  lsland-21 

Lead 


mg/L 


08/27/97 


0.0D5O 


N.D. 


Lab  No:  9708B84-24 

Sample  Desc :  LIQUlDJreasure  lsland-21  (DUP) 


Lead 


mg/L 


08/27/97 


0.0050 


N.D. 


X) 


Lab  No:  9708B84-25 

Sample  Desc  :  LIQUlDJreasure  lsland-22 

Lead 


mg/L 


08/27/97 


00050 


N.D. 


Lab  No:  9708B84-26 

Sample  Desc :  LIQUlDJreasure  lsland-23 

Lead 


mg/L 


06/27/97 


0.0050 


0.0084 


Lab  No:  9708B84-27 

Sample  Desc  :  LIQUlDJreasure  laland-24 

Lead 


mg/L 


08/27/97 


0.0050 


0.019 


5 


Lab  No:  9708B84-28 

Sample  Desc :  LIQUlDJreasure  lsland-25 


Lead 


mg/L 


08/27/97 


0.0050 


0.0075 


Analytes  reported  as  N.D.  were  not  present  above  tfie  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page; 


08/27/97    17:27         TX/RX  NO. 9248         P. 005 


AUG.  2?.  1997   4 : 27PM  NO.  5294     P.  6/44 

^PHIinia  680  CWpcakc  Drive  Redwood  City,  CA  94063  (650)  364-9600        FAX  (650)  364-9233 

fm    \  404  M,  Wlgei  Lane  Walnut  Creek,  CA  9459B  (510)  988-9600         FAX  (510)  988-9673 

^^"^^    AllSlytiCSl  SWSitikw  Ave™.  Suites  S»oamento.  CA  95B34  (916)  921-9600        FAX  (916)  921-0100 


I'tOMI&HJ"!!^^ 

I  SFUSD 
|jj  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

1 

I  Attention;     Bruce  Glannlnl 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


E£:-.JiL:ii:-::ii:::;i:i:i. 


Sampled:  OB/20/97  | 
Received:  08/22/97  s 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B84-29 

Sample  Desc :  UQUID,Treasure  lsland-26 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-30 

Sample  Desc :  LIQUIDJreasure  lsland-27 

Lead 

mg/L 

08/27/97 

0.0050 

0.0077 

Lab  No:  97QBB84-31 

Sample  Desc  :  LIQUID.Treasure  lsland-28 

Lead 

mg/L 

08/27/97 

0.0050 

0.0073 

Lab  No:  9708B84-32 

Sample  Desc :  LiQUlDJreasure  lsland-29 

Lead 

mg/L 

08/27/97 

0.0080 

0.021 

Lab  No:  9708B84-33 

Sample  Desc :  LIQUID  Jreasure  lsland-30 

Lead 

mg/L 

08/27/97 

0.0050 

0.0074 

Lab  No:  970QB84-34 

Sample  Desc :  UQUIOJreasure  lsland-31 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  9708B84-35 

Sample  Desc  .  UQUlDJreasure  lsland-31  <DUP) 


Lead 


mg/L 


08/27/97 


0.0050 


N.D. 


Viatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Pago  5 


08/27/97  17:27 


TX/RX  NO. 9248  P. 006 


AUG.  27.  1997   4:27PM  NO.  5294     F.  7/44 


Analytical 


1irna  «80  Chesweake  Drive  Redwood  City.  CA  9*063      (650)  364-9600         FAX  (650)  364-9133 

404  N.  Wifjet  Uft<  Walnut  Creek,  CA  94598       (510)  988-96O0        FAX  (5t0)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (9l6)  921-9600         FAX  (916)  931-0100 


liSFUSD  Client  Proj.  ID:    Treasure  Island  ES  Sampled:  08/20/97 

1 1551  Newcomb  Ave.,  Rm.  103  " 
S  San  Francisco,  CA  94124 


Lab  Proj.  ID:  9708B84 


Received:  08/22/97 
Analyzed:  see  below 


Attention:     Bruce  Glannlnl 


WlfifflJtllllllliiillillKiillilimK!*^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
UmH 

Sample 
Results 

Lab  No1  9708BB4-36 

Sample  Desc  .  UQUIDJreasure  lsland-32 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

1  ah  Nrv  Q7nARH4-37 

LjuL/  ITU.  alUODwTuf 

Sample  Desc  :  UQUIDJreasure  lsland-33 

Lead 

mg/L 

08/27/97 

0.0050 

0.038 

1  ah  Kin-  Q7fVlRAA-.'Vl 

LaU  ITU.                     I  uODO  f 

Sample  Desc  :  LIQUiD, Treasure  lsland-34 

Lead 

mg/L 

08/27/97 

0.0050 

0.0096 

Lab  No:  9708B84-39 

Sample  Desc :  UQUIDJreasure  lsland-35 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB4-40 

Sample  Desc  :  LIQUID  Jreasure  lsland-36 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  970BBB4-41 

Sample  Desc  :  UQUIDJreasure  lsland-37 

Lead 

mg/L 

08/27/97 

0.0050 

N.D 

Ub  No:  970BB84-42 

Sample  Desc  :  UQUIDJreasure  lsland-38 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Analytes  reported  ae  N.D.  were  not  present  above  tha  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page; 


08/27/97    17:27         TX/RX  NO. 9248         P. 007 


AUG.  2?.  1997   4 : 27PM  NO.  5294     P.  8/44 

-  Analytical 


Cpni I ni  a  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  {650)  364-9233 

■  C  4  1  v  404  N  Wiger  Lane  Walnut  Geek.  CA  94598      (510)  988-9600         FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


muii'lSI 

SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:     Bruce  Glannlnl 


Client  Pro),  lib:"  Treasure  Island  ES 
Lab  Pro].  ID.  9708B84 


 PJ!L>!!!!KK!»!!£H!!iMJJIHU|ll-  , 

:=^!5ss^iBniiiiiiii!iir!niiiiiii!i!iiniiuiiniiiiiuiiu] 


szainiiiiiHiiiii 


lissfflHtscarawmaiiiuiiiiiiniliiufi 


Sampled:  08/20/97  S 
Received:  08/22/97  | 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


I  Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BBS4^3 

Sample  Desc  :  UQUIDJreasure  is  tend -3  9 

Lead 


mg/L 


08/27/97 


0.0050 


0.018 


5 


Lab  No:  970BB84-44 

Sample  Desc :  LIQUID,Treasure  lsland-40  (Blank) 


Lead 


mg/L 


08/27/97 


0-0050 


N.D. 


flalytea  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


>heila  Flynn 
'roject  Manager 


Pago: 


08/27/97     17:27         TX/RX  NO. 9248  P. 008 


OCT.  14.  1  997  11:59AM 

/T\  Sequoia 
^  ^  Analytical 


NO.  7167     P.  2/76 


680  Chesapeake  Drive  Redwood  City.  CA  94063      (65C)  364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walftut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  966-9673 

819  Striker  Avenue,  Suite  fi    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


liiiilliimiiiidiiiii^i; 

■iOEKBiiiliiSiiBii 

SFUSD 


iinmmiiniiiiiiuiiiiiiii!; 


•••   Imlill  i  -ill  ':;t,cr..u.......  .  , :_  J!"!':"!  ■  •!.    _  

Client  ProJ.  ID:    Treasure  Island  ES 
1551  Newcomb  Ave..  Rm.  103 

San  Francisco,  CA  94124  Lab  ProJ.  ID:  9710474 


nmimiiyt     — ,„ 

iiiMiiiiiiiicrLn2=EEH;===i=.^::-;!;;:;!:i;^::!ill|i 


Sampled:  10/07/97  P 
Received:  10/09/97  Hi 
Analyzed:  see  below  f 


t Attention;  Bruce  Giannini 
■~u.;  r-  -  ■  ■  -.  ■■  •  •"•I'li'i'iii'inmnimjil'l 
^•";-Tr5:=r°-?rTiii.-iniiin  ,Ml\m\  •;»==•£==  r-n 


MniiinmniBniuiuiiiiiiii!;" 


===EI!!ami||||||||llll|l|||||[Il!Si= 


Reported:  10/13797 


ofll 

iiifflllllUIKi 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710474-01 
Sample  Desc  :  LIQUID  J.I.  2-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.017 

Lab  No:  9710474-02 
Sample  Desc  :  UQUIDJ.I.  2-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.011 

Lab  No:  9710474-03 
Sample  Desc  :  UQUIDJ.I.  2-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.043 

Lab  No:  9710474-04 
Sample  Desc ;  LIQUID.T.I.  3-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-05 
Sample  Desc  :  UQUIDJ.I.  3-B 

Lead 

mg/L 

"10/10/97 

0.0050 

NO. 

Lab  No:  9710474-06 
Sample  Desc :  LIQUID  J.I.  3-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-07 
Sample  Desc :  LIQUID  J.I.  5-A 

Lead 

rng/L 

10/10/97 

0.0050 

0-0060 

Jialytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

JEQUOIA  ANALYTICAL    ELAP  #1210 


iheila  Flynn 
'reject  Manager 


Pago. 


10/14/97     11:58  TX/RXN0.0298  P. 002 


OCT  14.1987  11:59AM  NO.  7167     F.  3/76 

yTN.         Co/llir\ia  680  Chesapeake  Driw  Redwood  City,  CA  9406J  (650)  364.9600         FAX  (650)  364.9293 

¥    A    \        JCL[UUia  404  M  Wiget  Lane  Walnut  Creek,  CA  9459B  (5tO)  988-9600  FAX  (51 0)  988-9673 

irAif      *_       1   _aV  1  819  Striker  Avenue,  Suite  8  Sacramento,  CA  95634  (916)  921-9600  FAX  (916)  921-0100 


Analytical 


uvnmuiiiniiiiuimiiiimiiiii!*!;;; 


u.iuiDjjijigiijriijlliljlllljlljlliliiihniiniBllIllir.iiiiiiiiMliS;! 


iu  SpuSD 
:::  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  941 24 


....iiliiraii  imiiiiuiaistis^:--;::!  . 

illlllllllllll  nninrrK5SiH=H=H  ■?:■-.= 


Client  Pro).  ID:  Treasure  Island  ES 
Lab  PrOj.  ID:  9710474 


I  Attention: 


iiiiiiROTininiiiiiiiiiiiuiiiii 


Bruce  Giannini 

 IllllllllllllllllliilraiSii 


.-,.;.-„:CililUIIIIIIIIII 


SiSmi5MUlllllU!lll!!!! 


Sampled:  10/07/97  I 
Received:  10/09/97  | 
Analyzed:  see  below  g 


Reported:  10/13/97  | 

 ...:iliiminiQl;lCllJal!Jl— :v: 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No"  9710474-08 
Sample  Desc  :  LIQUIDJ.I.  5-B 

mg/L 

in  /1  n/Q7 

n  nn^n 

N  D 

IN  .I—*- 

Lab  No:  9710474-09 
Sample  Desc  :  LIQUIDJ.I.  5-C 

LWU 

mg/L. 

1n/m/QT 

U.Uvyv 

ft  n/tnn 

U>UwDu 

Sample  Desc  :  LIQUID.T.I.  5-C  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  971D474-11 
Sample  Desc  :  LIQUIDJ.I.  13-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-12 
Sample  Desc  :  LIQUIDJ.I.  13-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  9710474-13 
Sample  Desc  :  LIQUIDJ.I.  13-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.033 

Lab  No:  9710474-14 
Sample  Desc  :  LIQUIDJ.I.  13-D 

Lead 

mg/L 

10/10/97 

0.0050 

0.010 

Analytes  reported  as  N.D.  wsre  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


2 


10/14/97    11:58         TX/RX  NO. 0298         P. 003 


OCT.  14.  199*7  11 :59AM  NO.  7167     F.  4/76 


fk\  Sequoia 
Analytical 

680  Chesapeake  Drive 

d04  N  Wlger.  Line 

B 1 9  Striker  Avenue,  Suite 

R«dwood  Cily,  CA  94063 
Walnut  Creek,  CA  94598 
8    Sacramento,  CA  95834 

($50)  3$4-$><toO 
(SlO)  989-9600 
(9  J  6)  92 1 -9600 

FAX  (650)  364-9233 
FAX  (510)  98B-9675 
FAX  (916)  921-0100 

:.::*t:f!!::ii:u.:<»!;:!t.:«n»»t||u||||iti|iti  tmHflMlMtltl  Ml  i  ii  i  I  ii;  Si/~s^i=i= 

_  -  ■'-•-'irpiimiiiiilllllllllllimilliNii 

r^gsi^^^^cuiiihriaiaiiiMWiMIIIIWlllill1  1  ;n~=::ss=g== 

SSSiSSHIIIIIIIIIIIIIIIIIUMI  i  . 

s==:;:-': ■■'  ,"t:MMii|Niii|ii)PiiiiiiHiiiii[|||||||inlmiDiii[ii;,:i5ii,,ii,,ri,::~r;:55=== 

SFUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 

  ':  ""l'J::iU||||i| FUlllUUniLUIIilll., Hi  i::.     :   :=3;a.Jlt=li'|ll|:illlIlllllllllllimillBin 

Client  Proj.  ID:     Treasure  Island  ES 
LabProj  lD:  9710474 

.IFto:.--;                        —rriHi-lllllllllll  lll,U,\r=^r  — 

Sampled:  10/07/97  ! 
Received;  10/09/97  ;|| 
Analyzed:  see  below  1 

Attention;     Bruce  Gianninl 

'IliniWIIIIIIIIIIUIIIIIIIIIIIIIIIIiillll';     >..    ?  . :       V  --=-■  -          ■  ?:=.-»:           n:j|l||l||  llinilimi:iaB.»aS:».:-*L~L-:- 

i:iiiiiiiiiiiMiiiiiiir;!iSSE=:~F=---. 

Rep< 

hi 

)rted:  10./13/97  i 

~=i  ::!I1!II||PI 

iu:Hrr.3=sni!|iiiiiinilllllilii!!!i!i;!n 

LABORATORY  ANALYSIS 

Anaiyte 

Units 

Date  Detection 
Analyzed  Limit 

Results 

Lab  No:  9710474-15 
Sample  Desc  :  LIQUIDJ.l.  14-A 

Lead 

mg/L 

10/10/97 

0  0050 

0.0060 

Lab  No:  9710474-16 
Sample  Desc  :  UQUIDJ.1. 14-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-17 
Sample  Desc :  UQUIDJ.1. 14-C 

Lead 

rng/L 

10/10/97 

0.0050 

0.026 

Lab  No:  9710474-18 
Sample  Desc  :  LIQUIDJ.l.  15-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No:  9710474-19 
Sample  Desc  :  LIQUIDJ.l.  15-B 

Lead 

mg/L 

10/10/97 

0.0050 

0-0070 

Lab  No:  9710474-20 

Sample  Desc  :  LIQUIDJ.l.  15-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No:  9710474-21 
Sample  Desc :  LIQUIDJ.l.  15-C 

Lead 

mg/L 

10/10/97 

0.0050 

0-015 

toaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97     11:58         TX/RXN0.0298  P. 004 


QAniir^ia  680  Chesapeake  Drive  Redwood  City,  CA  $406i      (650)  364-96O0         FAX  (650)  364-9133 

LW^J        OCLj[UUia  404  M.  Wi8«  Un<  Walnut  Creek.  CA  9459B       (510)  988-9600         FAX  (510)  988-9673 

^    An&lytiCcll  HSS""**  Arenue, Su'«  8    Sacramento,  CA  95834        (916)  921-9600        FAX  (916)  Wi-0100 


■"'  --  I         ■    I  .  n   ,-, 

IIMIUIINOf!  '|     |  ;,,  „  ri~i^:r  -i"^" 

!!  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
•  San  Francisco,  CA  94124 

!  Attention:     Bruce  Glannini 

wiliilml,  M.su.sirT-s:    Tj 


i:;M!:;;i:»!^wa»isiiin|iii||iiiiiMiiiiiiiiitinmiiii;ss=ES3 
^■%'i!!>'>!!:r::i:9iniiiuulwibiJtiRu.n:.Mii.!.!:n:.-n:3~=s 


Client  Proj.  ID:  Treasure  Island  ES 
UbProj.  ID:  9710474 


Sampled:  10/07/97  1 
Received:  10/09/97  | 
Analyzed:  see  below  ijj 

III 

Reported:  10/13/97  1 

:::i!ii!!willllllliiSl5iiE~= 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9710474-22 
Sample  Desc  :  LIQUIDJ.I. 16-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  NO;  9710474-23 
Sample  Desc  :  LlQUIDJ.1. 1&-B 

Lead 

mg/L 

10/10/97 

0.005© 

0.0060 

Lab  No:  9710474-24 
Sample  Desc  :  LlQUJD/T.1. 16-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.024 

Lab  No;  9710474-25 
Sample  Desc  :  L!QUID,T.I.  29-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-26 
Sample  Desc  :  LIQUIDJ.I.  29-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-27 
Sample  Desc  :  LIQUIDJ.I.  29-C 

Lead 

mg/L 

10/10/97 

O.OO50 

0.0050 

Lab  NO:  9710474-28 
Sample  Desc  ;  LIQUID,"!".!.  33-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


10/14/97     11:58         TX/RXN0.0298         P. 005 


,997  1 2 : OOPM 


/TN  Sequoia 
"  ^  Analytical 


NO.  716' 


F.  6/76 


680  Chesapeake  Drive  Redwood  City,  CA  94D63  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         TAX  (510)  998-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (916)921-9600         FAX  (916)  911-0100 


-.:  -  .  .  .       - .— Jii  j.ji;.. , '  ••       •.  i.:„iiii  r  .T.: l.ii.  •..  •/iscifiauiliiwjl!! .  i  nun  llill!U-*-"n-:~==~^ 

SFUSD  Client  ProJ.  ID:    Treasure  Island  ES  Sampled.  10/07/97  I 

1551  Newcomb  Ave..  Rm.  103  Received:  10/09/97  | 

San  Francisco,  C A  94124  Lab  Proj.  ID:  9710474  Analysed:  see  below  1 


Attention:     Bruce  Giannini 

m  n:i;:;i::;-;;'   -  ■-znnsaammmmsn 

-■•■■:M::;::':iH!Ei'!»!!'i!,l!!ll!!IIHIIIIIIIIIHIIIIilir,inSB:L  =  ~5H: 


iliiilllllllliniL'siS 


!Hi!iHiifli[iliiiiiiifiii::iiE!-:r:!n= 


■  ,  ;.,;1..ni1iiiM!i!C!^!Si!a 


!L"i!:<:iii|iliiiiii!il!i!'m 


Reported:  10/13/97  g 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710474-29 
Sample  Desc  :  LIQUIDJ.I.  33-B 

Lead 

mg/L 

10/10/97 

0,0050 

N.D. 

Lab  No:  9710474-30 

Sample  Desc  :  LIQUIDJ.I.  33-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-31 
Sample  Desc  :  LIQUIDJ.I.  33-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-32 
Sample  Desc  :  LIQUIDJ.I.  Blank 

Lead 

mg/L 

10/10/97 

0.0050 

NO, 

lalytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL     FUP  #1210 


neila  Flynn 
'oject  Manager, 


Page: 


10/14/97     11:58  TX/RXN0.0298         P. 006 


AUG.  25.  1  99r 


S7\  Sequoia 
-  ~  Analytical 


680  Chesapeake  Drive 

404  N.  Wts«  Lane 

8 19  Striker  Avenue,  Suite  8 


Redwood  City,  CA  94064 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95834 


NO.  5170  P. 


h  /o 


0 


(6J0)  364-9600 
(510)  98S-360O 
(916)  921-9600 


RAX  (650)  364-9133 
FAX  (510)  988-9673 
FAX  (916)  Wl-0100 


iSFUSD  Client  Pro].  ID: «  Elk  Park 

1 1551  Newcomb  Ave.,  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708A92 

j  Attention:     Bruce  Giannini 


Sampled:  08/14/97  1 
Received:  08/21/97  '„», 
Analyzed:  see  below  l 


Reported:  08/25/97  IT; 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BA92-01 
Sample  Desc  :  UQUID,Elk  Park  1 

Lead 


mg/L 


08/22/97 


0.0050 


N.D. 


Lab  No:  9708A92-02 

Sample  Desc :  LIQUID,  Elk  Park  1  Duplicate 

Lead 


mg/L 


08/22/97 


0.0050 


N.D. 


Lab  No:  9708A92-03 
Sample  Desc :  UQUID,Elk  Park  2 

Lead 


mg/L 


08/22/97 


0.0050 


N.D. 


Lab  No:  9708A92-04 

Sample  Desc :  LlQUlD,Elk  Park  2  Duplicate 

Lead 


mg/L 


08/22/97 


0.0050 


N.D. 


Lab  No:  9708A92-05 
Sample  Desc  :  UQUID,Elk  Park  3 


Lead 


mg/L 


OB/22/97 


0.0050 


N.D 


Lab  No:  9708A92-06 
Sample  Desc :  LIQUID,Elk  Park  4 


Lead  mg/L 

08/22/97 

0-0050 

N.D. 

Lab  No:  9708A92-07 
Sample  Desc  :  UQUID,Elk  Park  5 

Lead  mg/L 

08/22/97 

0.0050 

N.D. 

lalytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 

heila  Rynn 
Iroject  Manager/ 


Page 


08/25/97     16:08         TX/RX  NO. 9188  P. 015 


AUG.  25.  1997   3:12PM  NO.  5170     F.  16/23 


SPflllOi;!  680  Chesapeake  Drive         Redwowi  City.  CA  94063      (650)364-9600         FAX  (650)  S64-9233 

'-,tH  404  N  Wlget  Lane  WaJnut  Creek,  CA  94598       (510)489-9600         FAX  (510)  9BB-967J 

AjlSlytiCcll  Bl  9  Sirikcr  Avenue,  5uite  8    Sacramento,  CA  9SB34  (9>6)  921-9600  FAX  (916)  92)  0100 


g  SFUSD  Client  Proj.  ID:  x  Elk  Park 


uiiiiiiiiiiiiniiiiiiiiiiiiiiiiriiiiiiiiiiiiiuiiiumuiuimiiiiiiiiiiiiiiiiiiiliiunniu 


1 1551  NewcombAve.,  Rm.  103 
|  San  Francisco,  CA  94124 

?'  Attention:     Bruce  Glannini 


Lab  Proj  ID:  97Q8A92 


Sampled:  08/14/97  §i 
Received:  08/21/97  | 
Analyzed:  see  below  m 


LABORATORY  ANALYSIS 


Analyte 

Units 

Dale 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  970flA92-0fl 
Sample  Desc  :  UQUID.EIk  Park  6 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-09 
Sample  Desc :  LIQUID, Elk  Park  7 

Q 

LBaa 

mg/L 

08/22/97 

0.0050 

N.D. 

Sample  Desc :  UQUID,Elk  Park  8 

Lead 

mg/L 

OB/22/97 

0.0050 

0.025 

Lab  No:  9708A92-11 
Sample  Desc :  UQUID,Elk  Park  9 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-12 
Sample  Desc :  UQUlD,Elk  Park  10 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-13 
Sample  Desc :  LIQUID.EIk  Park  11 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  NO:  9708A92-14 
Sample  Desc  :  LIQUID, Elk  Park  12 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  th»  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  2 


08/25/97    16:08         TX/RX  NO. 9188         P. 016 


AUG.  25.  1997   3;  12PM  NO.  5170    P.  17/23 

r\\  Q  680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  961-9153 

^  "  "  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598  (1510)  988-9600         FAX  <5l0)  988-9673 

819  Striker  Avenue,  Suite  8  Sacramento,  CA  95834  (916)  921-9600  FAX  (9t6)  921-0100 


Sequ 
%y  Analytical 


1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

attention:     Bruce  Gianntni 


Client  Proj.  ID:  Elk  Park 
Lab  ProJ.  ID:  9708A92 


iulliiliiiUIIUIlllilllHIIIUIUIIIllllllllUII 

Sampled:0e7l4/97 
Received:  08/21/97  | 
Analyzed:  see  below  jjj 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


_abNo:  9708A92-15 
Sample  Desc  :  UQUID.EIk  Park  13 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-16 
Sample  Desc :  LlQUID.EIk  Park  14 

Lead 

mg/L 

08/22/97 

0.0080 

0.026 

Lab  No:  9708A92-17 
Sample  Desc :  LIQUID, Elk  Park  15 

0.019 

Lead 

mg/L 

08/22/97 

0.0050 

Lab  No:  9708A92-18 
Sample  Desc :  LIQUID,Elk  Park  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-19 
Sample  Desc :  UQUID,Elk  Park  17 

Lead 

mg/L 

08/22/97 

0.0050 

0.0077 

Lab  No:  9708A92-20 
Sample  Desc  :  LIQUID.EIk  Park  18 

Lead 


mg/L 


08/22/97 


0.0050 


0.031 


C 
J 


lalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


hella  Flynn 
roject  Manager 


08/25/97    16:08         TX/RX  NO. 9188  P. 017 


SEP.  22.  1997   2 : 28PM  NO.  6215  P 

Sequoia 
Analytical 


SPfllini^  6SO  Chesapeake  Drive         Redwood  City,  CA  9406 J      (650)  364-9600         FAX  (650)  364-9233 

§     m  J\        ^J    M  *-*K,lCl  404  H.  Wlget  Lane  Walrtwt  Cx-ik,  CA  94598       (510)988-9600  FAX  (JlO)  988-9673 

■^•^^     A  1  «  •  1  8l9S»riker  Avtrtvt,  Suite  8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  931-0100 


ISFUSD"                                   Client  Proj.  ID:    Tule  Elk  Park  CC  Sampled:  09/17/97  | 

jj 1551  Newcomb  Ave.,  Rm.  103  Received:  09/17/97  | 

s  San  Francisco,  CA  94124               Lab  Proj.  ID:  9709992  Analyzed:  see  below  pi 

s  !!! 
!5  Attention:      Bruce  Giannini 

LABORATORY  ANALYSIS 

Analyte                                            Units              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9709992-01 
oample  Uesc  :  L1UUIIj,2- 1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709992-02 
Sample  Desc  :  LIQUID, 2-2 

Lead 

mg/L 

09/22/97 

0.0050 

0-0051 

Lab  No:  9709992-03 
Sample  Desc :  UQUID,2-3 

Lead 

mg/L 

09/22/97 

0.0050 

0.0078 

Lab  No:  9709992-04 
Sample  Desc :  LIQUID,2-4 

Lead 

mg/L 

09/22/97 

0.0050 

0.0061 

Lab  No:  9709992-05 
Sample  Desc :  L1QUID.2-5 

Lead 

mg/L 

09/22/97 

0.0050 

0.0052 

Lab  No:  9709992-06 
Sample  Desc :  LIQUID,2-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709992-07 

Sample  Desc :  LIQUID, 2-6  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pags- 


09/22/97    15:26         TX/RX  NO. 9848  P. 012 


SEP.  22.  1  997   2:28PM  NO.  6215    P.  13 

X'T^X         ^Pnilrtia  680  Chesapeake  Drtve  Redwood  Gty,  CA  9-4063  (650)  364-9600         FAX  (650)  364 -9233 

j_  4  _J        av:V|UV^-ia  4Q4  N  j^ne  Walnut  Creek,  CA  94598  (510)  988-9600         FAX  (510)  988-9673 

^J^Jjly^]>££}  819  Striken  Avenue.  Suite  8  Sacramento.  CA  95834  (916)921.9600         FAX  (9^6)  911-0100 


1 SFUSD 

g  1551  NewcombAve.,  Rm  103 
jjj  San  Francisco,  CA  94124 

II!  Attention:      Bruce  Giannini 


Client  Proj.  ID:  Tule  Elk  Park  CC 
Lab  Proj.  ID:  9709992 


an 


Sampled:  09/17/97  g 
Received:  09/17/97  f. 
Analyzed:  see  below  j| 

Reported:  09/22/97  I 

===-z-^f;-'!iiiiii  |li;,:,;::::;r.r--™!nillllln 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709992-08 
Sample  Desc  :  LIQUID, Blank 


Lead 


mg/L 


09/22/97 


0  0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  atated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


09/22/97    15:26         TX/RX  NO. 9848         P. 013 


SEP.  22.  1  99?   2:27PM  NO.  6215    P.  10 

Sequoia 


Analytical 


6B0  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-96O0  FAX  (650)  364-9233 

404  N.  W|Bet  Une  W»liH)t  Creel?.  CA  94598      (510)  998-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  (i    Sacramento,  CA  9583*         (916)  921-9600         FAX  (916)  921-0100 


!  Attention: 


I SFUSD 

\  1551  Newcomb  Ave.,  flm.  103 
;  San  Francisco,  CA  94124 


hHilllUIIIUIIIIIIIIUHIIIIB  — 


Client  Proj.  ID:  Tule  Elk  Parch  CC 
Lab  Proj.  ID:  9709996 


Received:  09/17/97  p 
Analysed:  see  below 


Bruce  Giannini 


y-ja  IIII'IIIIHI  MM* 


'SICIIIlWlWIIllll  nl.-::-,-- 


Reported:  09/22/97 


jiraiiiini 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709996-01 
Sample  Desc ;  LIQUID, 3- 1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  NO:  9709996-02 
Sample  Desc :  LlQUID,3-2 

Lead 

mg/L 

09/22/97 

0.0050 

0.011 

Lab  No:  9709996-03 
Sample  Desc :  LIQUlD,3-3 

Lead 

mg/L 

09/22/97 

0-0050 

N.D. 

Lab  No:  9709996-04 

Sample  Desc ;  LIQUID,3-3  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709996-05 
Sample  Desc :  LIQUID,Blank 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

nalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

jiEQUOIA  ANALYTICAL  -  ELAP#12io 


Page:  1 


09/22/97    15:26         TX/RX  NO. 9848         P. 010 


AUG.  27.  1997  4:32PM 

/T^v  Sequoia 
~  ^  Analytical 


6B0  Chesapeake  Drive 

404  N.  \ff\atl  Um* 

819  Striker  Avenue,  Skiite  t 


Redwood  City,  CA  94063 
W»lm»t  Creek.  CA  94598 
Sacramento,  CA  95834 


NO.  5294     P.  21/44 


(650)  364-9*00 
(510)  988-9600 
(916)  931-9600 


FAX  (650)  364-9233 
FAX  (5  tO)  988-9673 
FAX  (9i6)  921-0100 


swun.iimiiiiininnimnninimii 


{  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
2  San  Francisco,  CA  94124 

g  Attention:^  Bruce Gjannini 


Client  ProJ.  ID:  UBoaBefiierrtary 
Lab  Prqj.  ID:  9708B71 


Sampled:  08/16/97  | 
Received:  08/22/97  | 
Analyzed:  see  below  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
UmH 

Sample 
Results 

Lab  No:  9708B71-01 
Sample  Desc :  UQUID.UIloa  1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B71-02 
Sample  Desc :  UQUID?UHob  2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-O3 

Sample  Desc :  UQUID.UIloa  2  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-04 
Sample  Desc :  LIQUID, Ulloa  3 

Lead 

mg/L 

OB/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-05 

Sample  Desc :  LIQUID,  Ulloa  3  Duplicate 

Lead  * 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  970BB71-06 
Sample  Desc :  UQUID,Ulloa  4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D 

UbNo;  9708B71-07 

Sample  Desc :  UQUID.UIloa  4  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

D 


D 


naiytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pago.  l 


08/27/97     17:27         TX/RX  NO. 9248  P. 021 


AUG  21  1QQ7   4:33PM  N0-  5294     F.  22/44 

Analytical 


^VPmirnft  <W  Chesapeake  Orive         Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-9135 

JCLjUUia  404  N.  Wiget  Lane  Walnut  Creek,  CA  94596       {510)  988-9600         FAX  (510)  9B8-9673 

B19  Striker  Avenue,  Suite  8     SacramentD,  CA  95B34  (916)  92W9600  FAX  (916)  921-0100 


I  SRJSD 

j  1551  NewcombAve.,  Rm.  103 

!  San  Francisco,  CA  94124 

i 

-^^mrimnmiiwPifF^             ,H?nsKiiiiiiii  imi'll"" !"'-~  =?5ffiit! 

Client  Proj.  ID:    Ulloa  Elementary 
Lab  ProJ.  ID:  9708B71 

^ramjiiiuiiiiijiinulnis 

-^^pqBmnimmii5§Si~!l!!l^ — -arm 

Sampled:  08/16/97 
Received:  08/22/97 
Analyzed:  see  below 

mm 

1 

3 

J 

Attention:     Bruce  Giannini 

iifflji^;y^;:i:'--:;~;:—  =^~-"— ~---:T^T5-iMiiHiiiiiitiiircn)iaiH5m 

=  ==flHinHIIIIMIUHt=i  

 —    — j   iTIir 

Reported:  08/27/97 

?   in  ill™ 

- — ^-  -— =  ■ —  t-ii||niiri|iiii|n||||il|lll''t*~  

LABORATORY  ANALYSIS 

=i:-:!:,;i:i:iiiiiiiiiiiiiiiHU 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         970BB71  -08 
Sample  Desc  :  LIQUID.UIloa  5 

Lead 

mg/L 

OB/26/97 

00050 

N.D. 

Lab  No:         9708B71  -09 
Sample  Desc  :  LIQUID.UIloa  6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-10 
Sample  Desc :  LIQUID.UIloa  7 

Lead 

mg/L 

08/26/97 

0.0050 

0.0095 

Lab  No:         9708B71  -1 1 
Sample  Desc :  UQUID,Ulloa  8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-12 
Sample  Desc :  LIQUID.UIloa  9 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-13 
Sample  Desc .  UQUID.UIloa  10 

C 

Lead 

mg/L 

08/26/97 

0.0050 

0.0081 

Lab  No:  9708B71-14 
Sample  Desc  :  LIQUID.UIloa  11 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Analytes  reported  as  N  O  were  not  present  above  the  otated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 022 


AUG.  27.  1997   4 : 33PM  NO.  5294     Pi  23/44 

Analytical 


SPnilOia  680  Chesapeake  Drive  Redwood  Oiy,  CA  94063      (6S0)  364-9600         FAX  (650)  364-9233 

^    i"1   -  "  '  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598      (510)  988-9600        FAX  (S10)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  911-0100 


iiMiiiia3mutinj[i:t:nfiNf:ia^i!!i!!S[[i[r!!iit!!U!i:i!!!!VJir!K^^^i^ti 

i.  SFUSD 

|jj  1551  Newcomb  Ave.,  Rm.  103 
If  San  Francisco,  CA  94124 

|i 

|0  Attention:     Bruce  Giannini 

iiiiusBimiiiuiiiiiiiiiiiiMiniiiii!   i>jiumui=-  

— rai;.u:v;'i.i  »-•        • ;  


Client  PrajT  lb:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


Sampled:  08/16/97  1 
Received:  08/22/97  jj| 
Analyzed:  see  below  | 

Reported:  08/27/97  J 


LABORATORY  ANALYSIS 


Anafyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B71-15 
Sample  Desc :  LlQUID,UNoa  12 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-16 
Sample  Desc  :  LlQUlD,Ulloa  13 

Lead 

mg/L 

08/26/97 

0-0060 

0.0091 

Lab  No:  9708B71-17 
Sample  Desc :  LIQUID, Ulloa  14 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B71-18 
Sample  Desc :  LIQUID, Ulloa  16 

Lead 

mg/L 

08/26/97 

0  0050 

N.D. 

Lab  No:  9708B71-19 
Sample  Desc  :  LIQUID,  Ulloa  17 

Lead 

mg/L 

08/26/97 

0.0050 

0.017 

Lab  No:  9708B71-20 
Sample  Desc :  LIQUID,Ulloa  18 

Lead 

mg/L 

08/26/97 

0.0050 

0-0051 

Lab  No:  9708B71-21 
Sample  Desc :  LIQUID, Ulloa  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Vialytes  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Pago:  3 


08/27/97  17:27 


TX/RX  NO. 9248  P. 023 


AUG.  2?.  1997   4:33PM  NO.  5294     P.  24/44 


fk\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  tf.  lane  Walnut  Creek,  CA  9459B       (510)  9B8 -9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite8    Sacramento,  CA  95834         (916)921-9600         FAX  (916)  921-0100 


s SFUSD 

IS  1551  Newcomb  Ave..  Rm.  103 

=  San  Francisco,  CA  94124 

□ 

■ 

i  Attention:     Bruce  Glannlnl 


'  Client  PropD:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


HJUI'JI'nL'l!'!!!!!!! 


luiiraaiSBiara^MioiiiiiiiiiiiiiiiiiiiiiiiiiuiniiNBinn^^ 


Eiiii^L'sussspmTwmiiiiHiii 

Sampled:  08/16/97  [? 
Received:  00/22/97  !jj 
Analyzed:  see  below  § 

a 

Reported:  08/27/97  j 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

hah  Klft'  Q7nfiR71-99 

Sample  Desc  :  UQUID.UHoa  20 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

LaD  NO.           5270807 1  -23 

Sample  Desc  :  LIQUID, Ulloa  21 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Lab  No:  9708B71-24 
Sample  Desc :  LIQUlD,Ulloa  22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-25 
Sample  Desc :  LiQuiD,uiioa  24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706B71-26 
Sample  Desc :  UQUID,Ulloa  25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-27 
Sample  Desc  :  LIQUID.UIloa  26 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Anatytes  reported  as  N  D  w/ere  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 024 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT:  Micro  Log  In  49184 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  10/2/97 

>an  FranciSCO,  CA    94124  Date  Received  10/3/97 

Date  Analyzed  10/3/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1  1  A 

<  1.0 

1.0 

Micro  49184-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

11B 

<       1  .0 

1.0 

Micro   491 84-02 

DRINKING  FOUNTAIN 
RRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

1  1  C 

<       1  .0 

1.0 

Micro  49184-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  021 
FIRST  DRAW 

Client 

17A 

1  .4 

1.0 

Micro  49184-04 

DRINKING  FOUNTAIN 
RRST  FLOOR,  ROOM  001 
FIRST  DRAW 

Client 

17B 

4.4 

1.0 

Micro  49184-05 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  001 
FIRST  DRAW 

Analyst:   1?  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead analysis  TrTtfrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T833.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


Farid  Rai 


10/7/97 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49184 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  1 0/2/9  7 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

17C 

49184-06 

HG  FOUNTAIN 
LOOR,  ROOM  001 
>RAW 

3.4 

1.0 

Client 
Micro 

BLANK 

BLANK 

49184-07 

<      1  .0 

1.0 

Technical  Supervisor:  3 '  — n^-^Ji  10/7/97  Analyst:  

Farid  Ra^nez^f^a^feR^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  torte^d  an^sis-ift^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificateJWlQfl  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


CT-05-98  MON  01=37  PM 


FAX  NO. 


P.  02 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

iFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
;an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
VISITACION  VALLEY 


ES 


Micro  Log  In    6  0516 
Total  Samples  32 
Date  Sampled  9/23/98 
Data  Received  9/23/98 
Dale  Analyzed  9/25/98 


Detection 


Client  Sample  ID 

Lead  Concentration 

fDDbl 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

60516-01 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  6  -  LEFT 

<  1 

*  1 

Client 

2 

Micro 

60516-02 

1 

SINK  FAUCET 
ROOM  17 

4  j 

Client 

a 

Micro 

60516-00 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  6  -  RIGHT 

2 

1 

Client 

4 

Micro 

60516-04 

1 

SINK  FAUCET 
ROOMS 

3 

Client 

5 

Micro 

60516-05 

3 

SINK  FAUCET 
KITCHEN 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  leaeTSnalysls  IrtaTtnwng  water  by  tho  California  Department  ol  Health  Services.  EnvfronmonUil 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1097.  Samples  are  analyzed  by  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  odltlon,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  (ho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  u  parts  por  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  HON  01:38  PM 


FAX  NO. 


P.  03 


C 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
VISITACION  VALLEY  ES 


Micro  Log  In    6  0  516 
Total  Samples  32 
Data  Samplod  9/2  3/98 
Data  Received  9/23/98 
Date  Analyzed  9/2  5/9  B 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

CRINK1I 
HALL  B 

6 

60516-06 

4G  FOUNTAIN 

Y  ROOM  102  -  LEFT 

<  1 

*  .1 

Client 
Micro 

DRINtCl 
HALL  B 

7 

60516-07 

*G  FOUNTAIN 

Y  ROOM  102  -  RIGHT 

<  1 

1 

Client 
Micro 

SINK  F) 
ROOM1 

8 

60516-06 

UICET 
02 

<  1 

1 

Client 
Micro 

SINK  FJ 
ROOM  1 

9 

60516-09 

UJCET 
04 

1 

1 

Client 
Micro 

SINK  fi 
BOOM " 

1  0 

60516-10 
MJCET 

2 

1 

Technical  Supervisor:   LJ  g/29/98      Analyst:  ^  

Fartd  Rame^a^^    Date  Reported 

Micro  Analyiical  Laboratories.  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlflcate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Siandard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18lh  edition,  1992.  American  Public  Hoalth 
Association  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  wilh  Ihe 
approval  o|  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


XT-05-98  HON  01:38  PM 


FAX  NO. 


P.  04 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.KU.S.D. 
VISJTACJON  VALLEY 


ES 


Micro  Log  In    6  0  51  6 
Tola!  Samples  3  2 
Dato  Sampled  9/23/95 
Dale  Received  9/23/98 
Date  Analyzed  9/25/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


1 1 


Micro  60516-11 

SINK  FAUCET 
ROOM  106 


Client 


12 


Micro  60516-12 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  106  -  LEFT 


<  1 


1  3 


Client 
Micro  60516-13 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  106  -  RIGHT 


<  1 


Client 


14 


Micro  60516-14 

SINK  FAUCET 
ROOM  10a 


<  1 


Client 
Micro  60516-15 

DRINKING  FOUNTAIN 
HALL  BY  AUDITORIUM 


15 


Technical  Supervisor: 


 ^3/29/98 


Date  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  tho  California  Pepartmonl  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAPJ,  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spoctromotry  In 
accordance-  with  Method  3113B  (Standard  Methods  lor  (he  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcapt  In  full,  whh  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


uui-uD-yo  nuN  ui=da  rn 


PHA  NU. 


Pago  4 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT!  Micro  Log  In  60516 

SFUSD  -  Asbestos  Control  Program  S,F.U.S.D.  Total  samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  ES  Dato  sampled  9/23/98 

San  Francisco,  CA    94124  Date  Received  9/2  3/9  8 

Dale  Analyzed  9/25/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
<ppb) 

Comments 

Client 

16 

I 

Micro 

60516-16 

•  .1 

SINK  FAUCET 
ROOM  209 

2 

Client 

17 

Micro 

60516-17 

SINK  FAUCET 
ROOM  206 

<  1 

1 

Client 

18 

Micro 

60518-18 

<  1 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  208  -  LEFT 

1 

Client 

1  9 

Micro 

60516-19 

<  1 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  200  .  RIGHT 

1 

Client 

20 

Micro 

60516-20 

Sink  faucet 

ROOM  207 

1 

1 

Technical  Supervisor: 

9/29/98       Analyst:   "L 

Farid  Rame^Sd^r^liS.         Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  weter  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  for  the  Examination  of  Water  and  Wastewater.  13th  edition.  1992.  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproducod  except  In  full,  with  Iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  (he  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 

5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  HON  01:39  PM 


FAX  NO. 


P.  06 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
V1SITACION  VALLEY  ES 


Micro  Log  In    6  0  516 
Tola!  Samplos  3  2 
Date  Sampled  9/23/9  B 
Data  Received  9/23/98 
Date  Analyzod  9/25/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 

(ppb) 


Comments 


Client 
Micro 

SINK  F/ 
ROOMS 

21 

60516-21 

ktlCET 
96 

1 

.  1 

Client 
Micro 

SINK  F/ 
TEACHI 

22 

60516-22 

lUCET 

■R  KITCHEN 

<  1 

1 

Client 
Micro 

SINK  Fi 
ROOMS 

23 

60516-23 
U1CET 

as 

<  1 

1 

Client 
Micro 

SINK  Fi 
ROOM' 

24 

60516-24 

uieer 

<  1 

1 

Client 
Micro 

SINK  F, 
room; 

25 

60516-25 
MJCET 

m 

1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificato  #1037.  Samples  are  analyzed  by  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  I8ih  edition,  1992,  Amorican  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxeapt  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  portalns  only  to  the  samples  anaryzod.  Unit  explanation:  ppb  =  parts  por  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0024 


OCT-05-98  MON  01:40  PM 


FAX  NO, 


P.  07 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINKFJ 
ROOMS 

26 

60516-26 

kUCET 
02 

<  1 

1 

Client 
Micro 

DRiNKII 
HALL  B 

27 

60516-27 

4G  FOUNTAIN 

Y  ROOM 202 -LEFT 

<  1 

1 

Client 
Micro 

DRINKl 
HALL  B 

28 

60516-28 
SG  FOUNTAIN 
V  ROOM 202 -RIGHT 

1 

1 

Client 

Micro 

SINK  Fi 
ROOMS 

2  9 

60516-29 
UICET 

m 

2 

1 

Client 
Micro 

MJLTJF 
EXT  LO 

30 

60516-30 

»U  DRINKING  FOUNTAIN 
WER 

4 

1 

PROJECT:  Micro  Log  In    6  0  51  6 

S.F.U.S.D.  Total  Samples  32 

VISITACION  VALLEY  ES  Dal. Sampled  9/23/9a 

Date  Recolved  9/23/9 8 
Date  Analysed  9/25/9  8 


Technical  R^Wi*™-    7^  >tr7^^T^  9/29/98       Analyst:   5L 

Farid  Rama^an^ajenVM^N^       Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31139  (Standard  Methods  tor  the  Examination  ol  Water  and  Wastewater,  1fith  edition.  1992,  Amoriean  Public  Moalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Uboratorios,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  e  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


JXT-05-98  HON  01:40  PH        ~"  FAX  NO.  P.  08 

Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  .  STANDARD  METHOD  3113B 

3  PROJECT:  Micro  Log  In    6  0516 

JjSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

(.1  Newcomb  Avenue,  Rm.  103  VISIT ACION  VALLEY  ES  Date  Sampled  9/23/9  8 

I,  Francisco,  CA    94124  Date  Received  9/23/98 

Dafo  Analyzed  9/28/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULT1P 
EXT  UP 

31 

60516-31 

L£  DRINKING  FOUNTAIN 
PGR 

<  1 

1 

Client 
Micro 

BLANK 

BLANK 

60516-32 

<  1 

1 

.o 

i  <*  9/29/! 


Technical  Supervisor;.,    Y "_rzl  T^C     9/29/98       Analyst:  .  ., 

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  Tor  lead  analysis  In  drinking  water  by  tho  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spoctromelry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18(h  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcept  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  end  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  m  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
VISITACION  VALLEY  MS 


Micro  Log  In    4  7  5  21 
Total  Samples  22 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

VVMS  1 

5.3 

1.0 

Micro  47521-01 

WATER-COOLED  DRINKING  FOUNTAIN 
CAFETERIA  /  225 
FIRST  DRAW 

Client 

VVMS  2 

3.8 

1.0 

Micro  47521-02 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

Client 

VVMS  3 

<      1 .0 

1.0 

Micro  47521-03 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Client 

VVMS  4 

2.2 

1.0 

Micro  47521-04 

WATER-COOLED  DRINKING  FOUNTAIN 
207 /FIRST  DRAW 

Client 

VVMS  5 

16.4 

1.0 

Micro  47521-05 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTianalysis  in  cmnKtng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    475  21 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  DateSampied  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/1  9/9  7 

Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

VVMS  6 

Micro  47521-06 

SINK  FAUCET 

219  B  /  FIRST  DRAW 

1 .3 

1.0 

Client 

VVMS  7 

Micro  47521-07 

SINK  FAUCET 
220 /FIRST  DRAW 

<      1 .0 

1.0 

Client 

VVMS  8 

Micro 

47521-08 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228 /FIRST  DRAW 

2.0 

Client 

VVMS  9 

Micro 

47521-09 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228 /FIRST  DRAW 

2.7 

Client 

VVMS  10 

Micro 

47521-10 

WATER-COOLED  DRINKING  FOUNTAIN 
229  /  FIRST  DRAW 

1 .3 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT: 

FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS 

ian  Francisco,  CA  94124 


Micro  Log  In    47  5  21 
Total  Samples  2  2 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

VVMS  11 

Micro 

47521-11 

WATER-COOLED  DRINKING  FOUNTAIN 
229A  /  FIRST  DRAW 

6.2 

1.0 

Client 

VVMS  12 

Micro  47521-12 

SINK  FAUCET 
225A  /  FIRST  DRAW 

<      1 .0 

1.0 

Client 

VVMS  13 

Micro 

47521-13 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

2.2 

1.0 

Client 

VVMS  14 

Micro 

47521-14 

1 .7 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

1.0 

Client 

VVMS  15 

Micro 

47521-15 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C93  (HALL)  /  FIRST  DRAW 

1 .3 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  DateSampied  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

VVMS  16 

2.4 

1.0 

Micro  47521-16 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  /  FIRST  DRAW 

Client 

VVMS  17 

2.9 

1.0 

Micro  47521-17 

SINK  FAUCET 
308  /FIRST  DRAW 

Client 

VVMS  18 

<     1 .0 

1.0 

Micro  47521-18 

SINK  FAUCET 
308  /FIRST  DRAW 

Client 

VVMS  19 

<      1  .0 

1.0 

Micro  47521-19 

SINK  FAUCET 
308 /FIRST  DRAW 

Client 

VVMS  20 

1 .3 

1.0 

Micro  47521-20 

SINK  FAUCET 
308  /  FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  Date  Sampled  8/16/97 

San  Francisco,  CA  94124  _  ,  D    .  . 

'  Date  Received  8/19/97 

Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

VVMS 

21 

Micro  47521-21 

SINK  FAUCET 
308 /FIRST  DRAW 

3.7 

1 

.0 

Client 

VVMS 

22 

Micro 

BLANK 

47521-22 

< 

1.0 

1 

.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTafinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


19.37  03:55    FROM:SFUSD  1-415-E42-B553  TO: 1  510  465  9109  PRGE: 07 

ORIGINAL  i 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDAHD  METHOD  3113B 
1063  PROJECT:  Micro       In    5  0414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  WALDEN  HOUSE  Date  Sampled  11/8/97 

San  Francisco,  CA    94124  Date  Received  11/6/97 

Date  Analyzed  1 1  /B/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
MAIN  Kj 
INITIAL 

1 

50414-01 
IUCET 

ITCHEN.  1ST  FLOOR 
□RAW 

<  1.0 

1.0 

Client 

Micro 

SINK  Pi 
sw  kit 

INITIAL 

2 

50414-02 
IUCET 

^HEN,  1ST  FLOOR 
DRAW 

1.4 

1.0 

Client 
Micro 

WATER 
NORTH 
INITIAl- 

3 

50414-03 

-COOLED  DRINKING  FOUNTAIN 

EAST,  2ND  FLOOR 

DRAW 

<  1  ,0 

1.0 

Cllent  (  4 

Micro  50414-04 

WATER-COOLED  DRINKING  FOUNTAIN 
NORTH  EAST,  2ND  FLOOR 
INITIAL  DRAW 

<  1  .0 

1.0 

FR 


Technical  Supervisor:  ^  ^11/10/97  Analyst:   

Farid  Hame'^^ad^vM.S, 

Micro  Analytical  Laboratories,  Inc.  If?  accredited  ic-rToad  ana^we-iojirinking  water  by  the  California  Department  o(  Htmlth  Services,  f  nvlronmonml 
Laboratory  Accreditalion  Program  (ELAP).  Certificate  #1037.  Sample9  are  analyzed  by  Graphlto  Furnace  Alomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  wastewater.  iBth  oditlon.  1992,  Amencan  Public  Heaitn 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  hot  be  reproduced  except  in  Ml,  wnh  ih« 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 

5800  MOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  04608  -  (510)  663-0824 


11/19/97    09:55         TX/RX  NO. 0983  P. 007 


10 
SF 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063  PROJECT: 

5FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

551  Newcomb  Avenue,  Rm.  103  R.  WALLENBERG  HS 

>an  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

48559-01 

1.0 

DRINKING  FOUNTAIN 
CAFE,  R-125  NORTH  WALL 
INITIAL  SCREENING 

4.2 

Client 

2 

Micro 

48559-02 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92 
INITIAL  SCREENING 

2.9 

Client 

3 

Micro 

48559-03 

1.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90,  SOUTH 
INITIAL  SCREENING 

Client 

4 

Micro 

48559-04 

9.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90,  NORTH 
INITIAL  SCREENING 

Client 

5 

Micro 

48559-05 

10.2 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-90,  NORTH 
INITIAL  SCREENING 

Micro  Log  In    4  8  5  5  9 
Total  Samples  9 
Date  Sampled   9/14/9  7 
Date  Received  9/16/97 
Date  Analyzed  9/16/97 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTysr3-4o_d3nking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    485  59 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  R.  WALLENBERG  HS  Date  Sampled  9/14/97 

San  FranciSCO,  CA    94124  Date  Received  9/16/97 

Date  Analyzed  9/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL( 
INITIAL 

6 

48559-06 

MG  FOUNTAIN 
DOR  C-90,  SOUTH 
SCREENING 

10.9 

1.0 

Client 
Micro 

DRINKI 
BASEM 
INITIAL 

7 

48559-07 

MG  FOUNTAIN 
ENT,  GYM  R-014 
SCREENING 

7.7 

1.0 

Client 
Micro 

DRINKI 
BASEM 
INITIAL 

8 

48559-08 

NG  FOUNTAIN 

ENT  LEVEL  C-90,  SOTH 

SCREENING 

22.2 

1.0 

Client 
Micro 

BLANK 

9 

48559-09 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artaj^sis\n  drtnfcjrjg "Water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~5amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


;1063 

SFUSD  -  Asbestos  Control  Program 
'1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  WASHINGTON  HS 


Micro  Log  In    4  7  8  4  9 
Total  Samples  3  9 
Date  Sampled  8/26/97 
Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47849-01 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR 
FIRST  DRAW 

(ANGLE  DID  NOT  PERMIT  FULL  LITER) 

Client 

2 

Micro 

47849-02 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  BY  ROOM  130 
FIRST  DRAW 

Client 

3 

Micro 

47849-03 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ROOM  324 
FIRST  DRAW 

9.1 

Client 

4 

Micro  47849-04 

SINK  FAUCET 

3RD  FLOOR  BY  ROOM  324 

FIRST  DRAW 

<      1 .0 

1.0 

Client 

5 

Micro 

47849-05 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ELEVATOR 
FIRST  DRAW 

<      1 .0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead-a^ys4s-if+-dfinking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  Amorican  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKll 
3RD  FL( 
FIRST  C 

6 

47849-06 

4G  FOUNTAIN 

)OR  OUTSIDE  ROOM  314 

IRAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKll 
3RD  FL< 
FIRST  C 

7 

47849-07 

•iG  FOUNTAIN 

DOR  OUTSIDE  ROOM  304 

IRAW 

1 .7 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
FIRST  C 

8 

47849-08 

FOUNTAIN 
DOR  OUTSIDE  ROOM 
IRAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

9 

47849-09 

HG  FOUNTAIN 

DOR  OUTSIDE  ROOM  236 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  1 

1  0 

47849-10 

NG  FOUNTAIN 

OOR  OUTSIDE  ROOM  232 

5RAW 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  ior4eaa  analysjsjo) drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  DateSampied  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

<        1  .0 

1.0 

Micro  47849-11 

SINK  FAUCET 

FACULTY  LOUNGE  2ND  FLOOR 
FIRST  DRAW 

Client 

1  2 

1 .2 

1.0 

Micro  47849-12 

DRINKING  FOUNTAIN 
2ND  FLOOR 
FIRST  DRAW 

Client 

1  3 

2.4 

1.0 

Micro  47849-13 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  212  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  4 

<      1 .0 

1.0 

Micro  47849-14 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  203  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  5 

<      1 .0 

1.0 

Micro   47849-1 5 

DRINKING  FOUNTAIN 
OUTSIDE  ROOM  105 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditecNc^ead^nalysJs_irj>drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certilicate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  DateSampied  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

<       1  .0 

1.0 

Micro  47849-16 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  119B  -  1ST  FLOOR 

FIRST  DRAW 

Client 

1  7 

<       1  .0 

1.0 

Micro  47849-17 

DRINKING  FOUNTAIN 
OUTSIDE  139  1ST  FLOOR 
FIRST  DRAW 

Client 

1  8 

<  1.0 

1.0 

Micro  47849-18 

DRINKING  FOUNTAIN 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

Client 

1  9 

<     1  .0 

1.0 

Micro  47849-19 

DRINKING  FOUNTAIN 
1ST  FLOOR  NEAR  M  24 
FIRST  DRAW 

Client 

20 

<      1  .0 

1.0 

Micro  47849-20 

DRINKING  FOUNTAIN 
BASEMENT  OUTSIDE  M06 
FIRST  DRAW 

Technical  Supervisor:    1  y^C^  9/6/97  Analyst:   !2L 

Faridl^arnezanzaaetL  m.s. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foTtead  analysis  in  drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro 

47849-21 

1 .3 

1.0 

DRINKING  FOUNTAIN 
GIRLS'  GYM  LOCKER  ROOM 
FIRST  DRAW 

Client 

22 

Micro 

47849-22 

1.0 

DRINKING  FOUNTAIN 
BOYS  LOCKER  ROOM 
FIRST  DRAW 

<     1 .0 

Client 

23 

Micro 

47849-23 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  GYM 
FIRST  DRAW 

<      1 .0 

Client 

24 

Micro 

47849-24 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  GYM 
FIRST  DRAW 

<      1 .0 

Client 

25 

Micro 

47849-25 

<      1 .0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MAIN  BLDG. 
FIRST  DRAW 

Micro  Log  In    4  7  8  4  9 
Total  Samples  39 
Date  Sampled  8/26/97 
Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Technical  Supervisor:    J_ -  £^^3211*1   Analyst:   ?2  

Farid  Rame^nzapeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fofJeacLanalystsJa-arinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                             PROJECT:  Micro  Log  In    47  84  9 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 


Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

26 

47849-26 

<      1 .0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  r. 

27 

47849-27 

LE  DRINKING  FOUNTAIN 
E  MAIN  BLDG.  ROOM102 
(RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  F/ 
FACUL1 
FIRST  [ 

28 

47849-28 

VUCET 

rv  LOUNGE 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  F/ 
ROOM1 
FIRST  [ 

29 

47849-29 

\UCET 
14 

)RAW 

4.4 

1.0 

Client 
Micro 

SINK  Fi 
ROOM1 
FIRST  I 

30 

47849-30 

VUCET 
14 

)RAW 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  7 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 
San  Francisco,  CA  94124 


Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 
sink  f; 

ROOM1 
FIRST  C 

31 

47849-31 

IUCET 
14 

IRAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  1 
FIRST  C 

32 

47849-32 

UICET 
14 

IRAW 

<       1  .0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  I 

33 

47849-33 

VUCET 
14 

)RAW 

<       1  .0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  t 

34 

47849-34 

VUCET 
14 

IRAW 

1.6 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 
FIRST  [ 

35 

47849-35 

WCET 
14 

)RAW 

<      1  .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanatysis  irrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
BASEM 
FIRST  C 

36 

47849-36 
WCET 

ENT  BY  ELEVATOR 
I  RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETE 
FIRST  C 

37 

47849-37 

WCET 
:ria  S.  END 
IRAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETi 
FIRST  C 

38 

47849-38 

kUCET 
■RIA  N.  END 
(RAW 

1  .7 

1.0 

Client 
Micro 

SPIKED 

39 

47849-39 
SAMPLE 

49.0 

1.0 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTe^~analy^Ts~m"drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  7  48  3 
Total  Samples  2  5 
Date  Sampled   8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

1  .7 

1.0 

Micro  47483-01 

WATER  COOLED  DRINKING  FOUNTAIN 
HALL  -  ADMIN.  BLDG. 
FIRST  DRAW 

Client 

2 

23.2 

1.0 

Micro  47483-02 

SINK  FAUCET 
LOUNGE  -  ADMIN.  BLDG. 
FIRST  DRAW 

Client 

3 

13.8 

1.0 

Micro  47483-03 

SINK  FAUCET 
LHS  SINK  AUD.  KIT. 
FIRST  DRAW 

Client 

5 

10.2 

1.0 

Micro  47483-04 

DRINKING  FOUNTAIN 
AUDITORIUM  E.  WALL 
FIRST  DRAW 

Client 

6 

16.9 

1.0 

Micro  47483-05 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  16 
FIRST  DRAW 

Technical  Supervisor:     *  ■  i^W"^ ^ — — -    r/6 / 97  Analyst:   !!5  

Farid  R^mez^zadeH>^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  748  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  C 

7 

47483-06 

UNKING  FOUNTAIN 
7 

(RAW 

10.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  [ 

8 

47483-07 

LINKING  FOUNTAIN 
4 

)RAW 

28.8 

1.0 

Client 
Micro 

SINKD 
ROOM1 
FIRST  I 

9 

47483-08 

LINKING  FOUNTAIN 
5 

)RAW 

41 .2 

1.0 

Client 
Micro 

SINK  D 
ROOM  1 
FIRST  1 

1  0 

47483-09 

FUNKING  FOUNTAIN 
1 

)RAW 

18.8 

1.0 

Client 
Micro 

SINK  D 
ROOM 
FIRST  1 

1  1 

47483-10 

RINKING  FOUNTAIN 
10 

3RAW 

6.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  483 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  2 

Micro 

47483-1 1 

30.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

1  3 

Micro 

47483-12 

40.3 

1.0 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  13 
FIRST  DRAW 

Client 

1  4 

Micro 

47483-13 

1 1.6 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  ROOM  5 
FIRST  DRAW 

Client 

1  5 

Micro 

47483-14 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  8 
FIRST  DRAW 

Client 

1  6 

Micro 

47483-15 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  9 
FIRST  DRAW 

6.3 

Technical  Supprvisnr:  -jL^^===^^^l:  9/6/97  Analyst:   !JL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4748  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/9  7 
Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  7 

Micro 

47483-16 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  6 
FIRST  DRAW 

Client 

1  8 

Micro 

47483-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  7 
FIRST  DRAW 

5.0 

Client 

1  9 

Micro 

47483-18 

1.1 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CENTER  N-S  HALL 

FIRST  DRAW 

RESTRICTED  SPACE  -  FILL  1/2"  LOW 

Client 

20 

Micro 

47483-19 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

5.0 

Client 

2  1 

Micro 

47483-20 

1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

Technical  Supervisor:   3L        — — /^^^  : — 9 1 6 / 97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                      PROJECT:  Micro  Log  In    4  7483 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/9  7 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

22 

Micro 

47483-21 

15.6 

SINK  DRINKING  FOUNTAIN 
ROOM  1 
FIRST  DRAW 

1.0 

Client 

23 

Micro 

47483-22 

1 1.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

24 

Micro 

47483-23 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (LHS) 
EXTERIOR  OF  ROOM  6 
FIRST  DRAW 

4.4 

Client 

25 

Micro 

47483-24 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (RHS) 
EXTERIOR  OF  ROOM  2 
FIRST  DRAW 

RESTRICTED  SPACE  -  FILL  1/2"  LOW 

<  1.0 

Client 

26 

Micro  47483-25 
FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  Calitornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

5FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
j>an  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    49  2  7  6 
Total  Samples  25 
Date  Sampled  10/4/97 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


2A 


Micro  49276-01 

SINK  FAUCET 
LOUNGE  ADMN 


1 .9 


1.0 


Client 


2B 


Micro  49276-02 

SINK  FAUCET 
LOUNGE  ADMN 


3.0 


1.0 


Client 


2C 


Micro  49276-03 

SINK  FAUCET 
LOUNGE  ADMN 
FIRST  DRAW 


13.7 


1.0 


Client 


3A 


Micro  49276-04 

SINK  FAUCET 
RHS  AUD.  KITCHEN 


1 .7 


1.0 


Client 


3B 


Micro  49276-05 

SINK  FAUCET 
RHS  AUD.  KITCHEN 


2.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacL^m^iVJajinnJjing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103^7  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551.  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  92  7  6 
Total  Samples  2  5 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
RHS  Ali 

3C 

49276-06 

VUCET 

D.  KITCHEN 

4.8 

1.0 

Client 
Micro 

SINK  Dl 
RM  16 

6A 

49276-07 

6.4 

1.0 

Client 
Micro 

SINK  Df 
RM  16 

6B 

49276-08 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
RM  16, 

6C 

49276-09 
FIRST  DRAW 

6.8 

1.0 

Client 
Micro 

SINK  Dl 
RM14 

8A 

49276-10 

4.4 

1.0 

Analyst:   fj*  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ead  anaJysisSfl-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    492  7  6 
Total  Samples  2  5 
Date  Sampled  10/4/97 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RM14 

8B 

49276-1 1 

2.7 

1.0 

Client 
Micro 

SINK  Dl 
RM  14, 

8C 

49276-12 

FIRST  DRAW 

16.7 

1.0 

Client 
Micro 

SINK  Dl 
RM15 

9A 

49276-13 

8.4 

1.0 

Client 
Micro 

SINK  DF 
RM  15, 

9B 

49276-14 
:IRST  DRAW 

6.6 

1.0 

Client 
Micro 

SINK  DF 
RM  15, 1 

9C 

49276-15 
SIRST  DRAW 

33.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^natysisiQdrinktag  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  SamptB»~afe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    492  76 
Total  Samples  25 
Date  Sampled   10/4/9  7 
Date  Received  10/7/9  7 
Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
RM  11 

1  OA 

49276-16 

6.5 

1.0 

Client 
Micro 

SINK  Dl 
RM  11 

1  0B 

49276-17 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
RM11, 

1  OC 

49276-18 
=IRST  DRAW 

1 1 .9 

1.0 

Client 
Micro 

SINK  Dl 
RM12 

12A 

49276-19 

5.2 

1.0 

Client 
Micro 

SINK  Dl 
RM12 

1  2B 

49276-20 

2.5 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for<(eai 
Laboratory  Accreditation  Program  (ELAP),  Certifical 


Analyst: 


FR 


drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
i037.  samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  92  7  6 
Total  Samples  25 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RM12, 

12C 

49276-21 
FIRST  DRAW 

12.1 

1.0 

Client 
Micro 

SINK  Dl 
RM  13 

13A 

49276-22 

9.0 

1.0 

Client 
Micro 

SINK  Dl 
RM13 

13B 

49276-23 

7.3 

1.0 

Client 
Micro 

SINK  Dl 
RM13, 

1  3C 

49276-24 
FIRST  DRAW 

24.6 

1.0 

Client 
Micro 

FIELD  E 

26A 

49276-25 
ILANK 

<      1 .0 

1.0 

Analyst:   ™  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  antyysTviadPkiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  «1 03 \.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  forNtieJExamination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 
I 
I 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    519  9  4 
Total  Samples  7 
Date  Sampled  1/10/98 
Date  Received  1/12/98 
Date  Analyzed  1/13/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM1 

*«    22  A 

51994-01 
LINKING  FAUCET 

2.7 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 

51994-02 
LINKING  FAUCET 

2.0 

1.0 

Client 

Micro 

SINK  Dl 
ROOM1 

QIC 

51994-03 
LINKING  FAUCET 

10.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  E 

\  HA 

51994-04 
*\NK  FAUCET 

2.5 

1.0 

Client 
Micro 

SINK  Dl 
ROOMS 

51994-05 
1INK  FAUCET 

2.6 

1.0 

Technical  Supervisor 


■  M 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinWng  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  51994 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  1/10/98 

San  Francisco,  CA    94124  Date  Received  1 /1  2/9  8 

Date  Analyzed  1/13/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

room; 

51994-06 
?INK  FAUCET 

8.7 

1.0 

Client 
Micro 

FIELD  E 

**«  %(S>Pt 

51994-07 
I  LANK 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fbcjead  afelysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP.  I  1997  1  2:29PM 

Sequoia 
'  ~  Analytical 


NO.  5427     P.  22/26 

680  Chesapeake  Drive  Redwood  Gty,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wget  lane  Walnut  Creek,  CA  94598      (510)  988-9600        FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  9*1-0100 


s  SFUSD 
§1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco.  CA  94124 


Attention:     Bruce  Glannini 

•llllWllliilllw;iu..M~...  ■  -iinm. 

■  •  .  =°!sailinilllll|[llllllllllit 


Client  Proj.  ID:  Weill  ES 
Lab  Proj.  ID:  9708BS5 


Sampled:  08/21/97  g 
Received:  08/22/97  1 
Analyzed:  see  below  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Ub  No:  9708B85-01 
Sample  Desc :  UQUID,Well  ES-1 

Lead 

mg/L 

08/27/97 

0-0050 

0.011 

Lab  No:  9708B85-02 

Sample  Desc :  LIQUID, Weil  ES-1  (DUP) 

Lead 

mg/L 

08/27/97 

0-0050 

0.011 

Lab  No:  9708B85-03 
Sample  Desc  :  LIQUID, Welt  ES-2 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-04 
Sample  Desc :  LIQUID,Weil  ES-3 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

'I  Lab  No:  9708BB5-Q5 
Sample  Desc :  UQUID.Weil  ES-4 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

■Lab  No:  9708B85O6 
Sample  Desc :  UQUID.Weil  ES-5 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-07 
Sample  Desc  :  LlQUID,Weil  ES-6 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

alytfls  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

I EQUOIA  ANALYTICAL  -  ELAP#1210 


;i  eila  Rynn 
i  iject  Manage 


i 


09/02/97     13:23         TX/RX  NO. 9346         P. 022 


SEP.  2.  1997  1  2:30PM  NO.  5427     P.  23/26 

f   C~\         SPflllOirl  680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600         FAX  (650)  364-923  2 

(    41       JV^VjUWiu  404  N.  Wigci  Lane  Walnut  Creek,  CA  SM59S  (510)  988-9600         FAX  (5 10)  988-9673 

AUcLlytlCcll  8l9Srriker  Avenue,  Suite  8  Sacramento,  CA  95*34  (916)  921-9600         FAX  (916)  92 1-0 100 


1 SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
in  San  Francfsco,  CA  94124 


Client  Proj.  ID:  Weill  ES 
Lab  Proj.  ID:  9708B85 


Sampled:  08/21/97  |;| 
Received:  08/22/97  1 
Analyzed:  see  below  | 


I  Attention:     Bruce  Glannini      Reported:  08/29/97 


.  i  i:>1  >i rLllnlllllLI ELiimzu 


wflnwiiuiiniiiiiiMm:^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B85-08 
Sample  Desc  :  UQUIDfWeil  ES-7 

Lead 

ma/L 

08/27/97 

0  0050 

N.D. 

Lab  No:  9708B85-09 
Sample  Desc :  UQUID.Weil  ES-B 

Lead 

mn  /I 

0ft/27/Q7 

Lab  No:  9708B85-10 
Sample  Desc :  LIQUID, Wei!  ES-9 

Lead 

mg/L 

08/27/97 

0.0050 

0-0053 

Lab  No:  9708B85-11 
Sample  Desc  :  LIQUID, Well  ES-10 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB5-12 
Sample  Desc  :  LIQUID,  Weil  ES-11 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Ub  No:  9708B85-13 

Sample  Desc :  LIQUID, Weil  ES-1 1  (DUP) 

N.D.  :i' 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  9708B85-14 
Sample  Desc  :  LIQUID, Weil  ES-1 2 

Lead 

mg/L 

08/27/97 

0.0050 

N.D 

AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Project  Manag 


Page: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 023 


SEP.  I  1997  12:30PM 

/jpv  Sequoia 
Analytical 


NO.  5427    P.  24/26 


6*0  Chesapeake  Drive  Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-9253 

404  N.  Wiget  Line  Walnut  Creek,  CA  94598       (JlO)  988-9600         FAX  (5 10)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95B34  (916)  921-9600  PAX  (916)  921-0100 


I1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

^Attention: Bruce  Giannlnl 


Client  Proj.  ID:  Weill  ES 
Lab  Proj.  ID:  9708B85 


Sampled:  08/21/97 
Received:  08/22/97  g 
Analyzed:  see  below 


iu;ggjs==.  . .  jnji!H||M||U|||i.l»!!!!;!! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

i 
i 

Lab  NO:  9708B85-15 
Sample  Desc :  LIQUID.Weil  ES-13 

i 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

i 

Lab  No:  9708B85-16 
Sample  Desc  :  LIQUID, Weil  ES-14 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No.  9708B85-17 
Sample  Desc  :  LIQUID, Weil  ES-15 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-1S 
Sample  Desc :  UQUlD,Weil  ES-16 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-19 
Sample  Desc :  LIQUID, Weil  ES-17 

Lead 

mg/L 

08/28/97 

0.0050 

0.025 

C  oolbl 
?  (5 

Lab  No:  9708B85-20 
Sample  Desc :  LIQUID, BL  (Blank) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

lalytee  reported  as  N.D,  were  not  present  above  the  staled  limit  of  detection. 


EQUOLA  ANALYTICAL  -  ELAP#1210 


09/02/97     13:23         TX/RX  NO. 9346  P. 024 


( 


1 

( 


1 

I 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  749  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  Date  Sampled  8/18/97 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#1 

Micro  47498-01 
SINK  FAUCET 

KITCHEN  SINK-  BASEMENT 
FIRST  DRAW 

1 .0 

1.0 

Client 

#2 

Micro 

47498-02 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-91  -  BASEMENT 
FIRST  DRAW 

3.9 

Client 

#3 

Micro 

47498-03 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  -  1ST  FLOOR 
FIRST  DRAW 

4.4 

Client 

#4 

Micro 

47498-04 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-93  -  2ND  FLOOR 
FIRST  DRAW 

3.7 

Client 

#5 

Micro 

47498-05 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE 
NORTH  CORNER 
FIRST  DRAW 

4.0 

Technical  Supervisor:    j  r"*"1    ^<^-^A^<---^ 9/7/97   Analyst:  

Farid  Ra^eMr^adelT>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  498 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  Date  Sampled  8/18/97 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#6 

Micro 

BLANK 

47498-06 

<      1 .0 

1.0 

Technical  Supervisor: 


-9-/6/91 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTSnalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    488  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/20/97 

San  Francisco,  CA   94124  n  .  _  . 

Date  Received  9/24/97 
Date  Analyzed  9/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

48825-01 

1.0 

DRINKING  FOUNTAIN 

EAST  YARD  BASEMENT  LEVEL 

INITIAL  SCREENING 

Client 

2 

Micro 

48825-02 

1.0 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  SOUTH  END,  CORRIDOR 
INITIAL  SCREENING 

5.5 

Client 

3 

Micro 

48825-03 

13.3 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  WEIGHT  ROOM 
INITIAL  SCREENING 

Client 

4 

Micro 

48825-04 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  N  -  END 

INITIAL  SCREENING 

9.3 

Client 

5 

Micro 

48825-05 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  S  -  END 

INITIAL  SCREENING 

6.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  prinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  COTttficj|le_JM'037. Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48825 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/2  0/9  7 

San  Francisco,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/24/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

7.4 

1.0 

Micro  48825-06 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  S  •  END 

INITIAL  SCREENING 

Client 

7 

1  0.4 

1.0 

Micro  48825-07 
DRINKING  FOUNTAIN 

2ND  FLOOR  R  -214,  TEACHER  LUNCH  ROOM 
INITIAL  SCREENING 

Client 

8 

90.7 

2.9 

Micro  48825-08 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  N  -  END 

INITIAL  SCREENING 

Client 

9 

<      1  .0 

1.0 

Micro 

BLANK 

48825-09 

Technical  Superviso 


9/25/91 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f6Uflad-a4rratysts"in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WELLS  HS 
San  Francisco,  CA  94124 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
BASEM 
BLANK 

3A 

50617-01 

RINK  FOUNTAIN 
ENT  WEIGHT  ROOM 

4.5 

1.0 

Client 
Micro 

SINK  Dl 
BASEM 
BLANK 

3B 

50617-02 

RINK  FOUNTAIN 
ENT  WEIGHT  ROOM 

3.9 

1.0 

Client 
Micro 

SINK  Dl 
BASEM 
BLANK 

3C 

50617-03 

RINK  FOUNTAIN 
ENT  WEIGHT  ROOM 

5.9 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
BLANK 

8A 

50617-04 

NG  FOUNTAIN 
DOR  NORTH  END 

2.0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
BLANK 

8B 

50617-05 

■iC  FOUNTAIN 
DOR  NORTH  END 

2.6 

1.0 

Micro  Log  In 
Total  Samples 
Date  Sampled 
Date  Received 
Date  Analyzed 


5061  7 

6 

1  1/13/97 
1  1/14/97 
1  1/14/97 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  analysis  in  onYttofK?  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  ST037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  50617 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  WELLS  HS  DateSampied  11/13/97 

San  FranciSCO,  CA    94124  Date  Received  1 1 /1  4/9  7 

Date  Analyzed  1  1/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

8C 

Micro  50617-06 

DRINKING  FOUNTAIN 
3RD  FLOOR  NORTH  END 
BLANK 

3.2 

1.0 

Technical  Supervisor: 


/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leabvanalysiiijn  drintffcq  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T&3J.  Sarnpjes_a^  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  DateSampied  8/23/97 

San  Francisco,  CA   94124  ~  ,  0    .    .  0/00.nTF 

■  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  1 

2.6 

1.0 

Micro  47788-01 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

Client 

WEST  PORTAL  2 

1  .9 

1.0 

Micro  47788-02 

SINK  DRINKING  FOUNTAIN 
ROOM  10 
FIRST  DRAW 

Client 

WEST  PORTAL  3 

1 .0 

1.0 

Micro  47788-03 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

WEST  PORTAL  4 

<      1 .0 

1.0 

Micro  47788-04 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 

Client 

WEST  PORTAL  5 

2.6 

1.0 

Micro  47788-05 

WATER  FAUCET 
190  (HALL) 
FIRST  DRAW 

r;   jj^  ^9/7 


Technical  Supervisor:     <  h^^^y      Analyst: 


/97  Analx/Rf  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  788 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  6 

1  .8 

1.0 

Micro  47788-06 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

Client 

WEST  PORTAL  7 

<       1  .0 

1.0 

Micro  47788-07 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 

Client 

WEST  PORTAL  8 

8.9 

1.0 

Micro  47788-08 

SINK  DRINKING  FOUNTAIN 
ROOM  26 
FIRST  DRAW 

Client 

WEST  PORTAL  9 

<  1.0 

1.0 

Micro  47788-09 

SINK  DRINKING  FOUNTAIN 
ROOM  24 
FIRST  DRAW 

Client 

WEST  PORTAL  10 

16.6 

1.0 

Micro  47788-10 

WATER  FAUCET 
290  (HALL) 
FIRST  DRAW 

Technical  Superviso 


r:       (^-*  x 


9/7/97 


Analyst: 


FR 


Farid  Rai^e^anzaoeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ^d-a\ialys?5~"fn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 
San  Francisco,  CA  94124 


Date  Received  8/2  6/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  11 

<       1  .0 

1.0 

Micro  47788-11 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Client 

WEST  PORTAL  12 

1  .0 

1.0 

Micro  47788-12 

SINK  FAUCET 
ROOM  19  (CAFE) 
FIRST  DRAW 

Client 

WEST  PORTAL  13 

2.0 

1.0 

Micro  47788-13 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

WEST  PORTAL  14 

1.1 

1.0 

Micro  47788-14 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

WEST  PORTAL  15 

1  .2 

1.0 

Micro  47788-15 

SINK  DRINKING  FOUNTAIN 
ROOM  23 
FIRST  DRAW 

Technical  Supervisor: 


Fari<j  Ramfsanza 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  sampled  8/2  3/9  7 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

WEST  PORTAL  16 

<  1.0 

1.0 

Micro  47788-16 

SINK  DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

Client 

WEST  PORTAL  17 

<  1.0 

1.0 

Micro  47788-17 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  1 

FIRST  DRAW 

Client 

WEST  PORTAL  18 

32.1 

1.0 

Micro  47788-18 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

WEST  PORTAL  19 

11.5 

1.0 

Micro  47788-19 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

WEST  PORTAL  20 

15.9 

1.0 

Micro  47788-20 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


c^fir-Mjs. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfanalysis  in  drinking  water  by  the  Calitornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  ,  D       .  „,„„.„., 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  21 

1  1.8 

1.0 

Micro  47788-21 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

WEST  PORTAL  22 

11.7 

1.0 

Micro  47788-22 

SINK  FAUCET 
OFFICE  SINK  1 
FIRST  DRAW 

Client 

WEST  PORTAL  23 

1.1 

1.0 

Micro  47788-23 

SINK  FAUCET 
OFFICE  SINK  2 
FIRST  DRAW 

Client 

WEST  PORTAL  24 

1 .4 

1.0 

Micro  47788-24 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  3 

FIRST  DRAW 

Client 

WEST  PORTAL  25 

2.8 

1.0 

Micro  47788-25 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  2 

FIRST  DRAW 

Technical  Supervisor    IB  K-^~ —  —  9/7/97  Analyst:   ?ZL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea<LaDalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 
San  Francisco,  CA  94124 


Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  26 

Micro  47788-26 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  4 

FIRST  DRAW 

32.3 

1.0 

Client 

WEST  PORTAL  27 

Micro 

BLANK 

47788-27 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysT5~in-tirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT.  U.  1  997  1 2 : 23PM 


/jT\  Sequoia 
Analytical 


6B0  Ch«Sf>calcc  Drive 

404  N.  Wigct  Lan< 

819  Striker  Avenue,  Suite  6 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94S9& 
Sacramento,  CA  95B34 


"NO.  7167     F.  66/76" 


(650)  364.9600 
(5J0)  9B8.9600 
(916)  921-9(500 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


r-jpasss?:- !  i •iinini!ii:iii.--  mtiin: ■:     -r  uinr  ••H~^i|;iHS*2=i=»ii|iii!S!^ixi-:i|n»irfe.,.-i3  ^nnii;;  ffl|  Iffl  --^•■||"""" "T"  T"  fl  

ifSFUSD                                       Client  Proj.  ID:     West  Portal  ES  Sampled:  10/03/97  1 

|  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  gj 

ii  San  Francisco,  CA  94124                Lab  Proj.  ID:  9710477  Analyzed:  see  below  = 

s  jit 

«!  Attention:     Bruce  Giannlni  Reported:  10/14/97  I 

LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710477-01 
Sample  Desc  :  LIQUID,  WP 10-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-02 
Sample  Desc  :  LIQUID, WP  10-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-03 

OdmplB  UySC  .  UUUIL<,Wr  1U-«J 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-04 
Sample  Desc :  UQUID.WP  18-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-05 

Sample  Desc :  LlQUID.WP  18-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-06 
Sample  Desc :  UQUID.WP  18-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-07 
Sample  Desc :  LIQUID, WP  19-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

alytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


heila  Flynn 
roject  Manager 


Pan,*' 


10/14/97     11:58  TX/RX  NO. 0298         P. 066  ■ 


OCT.  14.  1997  1.2:23PM 

Sequoia 
ityjF  Analytical 


6B0  Chesapeake  Drive  Redwood  City,  CA  94063 

404  M.  VPi8ct  Lane  Walnut  Creek.  CA  94598 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


NU.  71b/     r.  07/ ft) 


(650)  364.9600  FAX  (650)  364-9233 

(5)0)  988-9600  FAX  (510)  988-9673 
(916)  911.9600         FAX  (916)921-0100 


|  SFUSD  Client  Proj.  ID:     West  Portal  ES  Sampled.  10/03/97  g 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  Ijj 

III  San  Francisco.  CA  94124  Lab  Pro).  ID:  9710477  Analyzed:  see  below  1 


it  Attention:     Bruce  Giannjni 


•  .~*mm*r*     ••••  I.-:  ;"iiniiiin  -    «=miw:~'H=  r-'iiiMiv  «  .,wm' .  'iiiiii;-     ' -""iiiii;     -   im.. 


Reported:  10/14/97  s 

;:  :^iiim;i-»=?r?m||ira~aa^|iiiisa«!!l 
=i^;,mili';:  -■:.„ mi!! ■^T.imii!,-::::::;:.;:iill 


LABORATORY  ANALYSIS 


AnalvtR 

Units 

Date 
Analyzed 

Detection 

vClGVUwl  ■ 

Limit 

Sam  nip 
Results 

Lab  No:  9710477-08 
Sample  Desc :  LIQUID, WP  19-B 

Lead 

mg/L 

10/11/97 

0.005O 

N,D. 

Lab  No:  9710477-09 
Sample  Desc  ;  LIQUID, WP  19-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-10 

Qarnnlp  Dasr  -  LIOIIID  WP  10-P  irinnlii^atpY 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-11 
Sample  Desc  :  UQUID,WP  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  NO:  9710477-12 
Sample  Desc  :  LIQUID,WP  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-13 
Sample  Desc  :  LlQUID,WP  20-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-14 
Sample  Desc  :  LIQUID.WP  21-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D  were  not  present  above  the  stated  lirnit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manag 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 067 


0CT  14.  1997  12:24PM 

~  Analytical 


NO.  7167     P.  68/76' 


SpflllOia  680  Chesapt»ke  Drive         Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

d04  N.  Wlget  Lane  Walnut  Cr«k,  CA  9*598       (510)988-9600         FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


:ySFUSD  Client  Proj.  ID:    West  Portal  ES  Sampled:  10/03/97  I 

!r:  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  1 

!!!  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710477  Analyzed:  see  below  i 


si  Attention:      Bruce  Giannlni 


Reported:  10/14/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710477-15 
Sample  Desc  :  UQUID.WP  21-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-16 
Sample  Desc  :  L|QU1D,WP  21-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0051 

Lab  No:  9710477-17 
Sample  Desc ;  LIQUID, WP  22-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-18 
Sample  Desc  :  UQUID.WP  22-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-19 
Sample  Desc  :  LIQUID, WP  22-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-20 

Sample  Desc  :  LIQUID.WP  22-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Lab  No:  9710477-21 
Sample  Desc  :  LIQUID, WP  Blank 

Lead 


mg/L 


10/11/97 


0  0050 


N.D. 


lalytes  reported  as  N  O.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


leila  Flynn 
I  oject  Manager 


Page: 


10/14/97     11:58         TX/RX  NO. 0298  P. 068 


OCT.  14.  1997  i 2 : 25FM 


luoia 


Analytical 


NO.  7167     F.  69/76" 


6B0  Chesapeake  Drive  Redwood  Oly.  CA  94063 
404  N.  Wiger  Unc  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Svitc  8     Sacramento,  CA  95834 


{650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364.9233 
FAX  (SIO)  988-9673 
FAX  (916)  921-0100 


;r.^ellimn=r^!!!i|||icii52i^i!!llllinii;::;:::- ■■'J'.'iliuinnr      Him       "llllii         illlm         llm       i  Uln        iUlm        THiiii        illll  lllll ' Inn       "i|ln         llm        "          in   lillll  Urn 

iiiSFUSD  Client  Pro).  ID:    West  Portal  ES  Sampled:  10/03/97  jj| 


ij;  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


Received;  10/09/97  ffl 
Analyzed:  see  below  Sjj 


LabProj.  ID;  9710477 

i  s 
|  Attention;     Bruce  Glannini  Reported;  10/14/97  ill 

---  --  iii||Mss==^iliiigsg==5iMM»  "hiiii       -tt-'iiiiiiri-r:--"  aillniE;^™i5IUuE=i^^i|llE^^H;iiiiu^;;=^^iiili;i;: -:;  :ii:..'i||i:;;.  vsasmmmmMwrnim^ 


Analyte 


LABORATORY  ANALYSIS 


Units, 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No;  9710477-22 
Sample  Desc :  LIQUID, WP  Blank 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Analyies  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97  11:58 


TX/RX  NO. 0298         P. 069 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  729 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  ~  ,  n    .  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47729-01 

45.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  104 
FIRST  DRAW 

Client 

2 

Micro 

47729-02 

13.7 

1.0 

SINK  DRINKING  FOUNTAIN 

RM.103 

FIRST  DRAW 

Client 

3 

Micro 

47729-03 

3.1 

1.0 

SINK  DRINKING  FOUNTAIN 
102 

FIRST  DRAW 

Client 

4 

Micro 

47729-04 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
101 

FIRST  DRAW 

Client 

5 

Micro 

47729-05 

10.2 

1.0 

SINK  DRINKING  FOUNTAIN 

FACULTY 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatLaoelysisSn-d)inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  72  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

4.8 

1.0 

Micro  47729-06 

SINK  FAUCET 
NURSES' 
FIRST  DRAW 

Client 

7 

12.6 

1.0 

Micro  47729-07 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

8 

15.8 

1.0 

Micro  47729-08 

SINK  DRINKING  FOUNTAIN 

202 

FIRST  DRAW 

Client 

9 

6.9 

1.0 

Micro  47729-09 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

1  0 

6.8 

1.0 

Micro  47729-10 

SINK  DRINKING  FOUNTAIN 
MULTI  -  PURPOSE 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES 
San  Francisco,  CA  94124 

Date  Analyzed  8/25/97 


Micro  Log  In  47  7  2  9 

Total  Samples  2  3 

Date  Sampled  8/19/97 

Date  Received  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47729-11 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

10.3 

1.0 

Client 

1  2 

Micro 

47729-12 

SINK  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

7.2 

1.0 

Client 

1  3 

Micro 

BLANK 

47729-13 

<      1 .0 

1.0 

Client 

1  4 

Micro 

47729-14 

24.8 

1.0 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 

Client 

1  5 

Micro 

47729-15 

13.0 

1.0 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Technical  Supervisor 


Farid  Ramezaftzadeti.  M^ 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  roproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro 

47729-16 

18.5 

1.0 

SINK  DRINKING  FOUNTAIN 
209 

FIRST  DRAW 

Client 

1  7 

Micro 

47729-17 

12.3 

1.0 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

1  8 

Micro 

47729-18 

18.7 

1.0 

SINK  DRINKING  FOUNTAIN 

207 

FIRST  DRAW 

Client 

1  9 

Micro 

47729-19 

36.7 

1.0 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

20 

Micro 

47729-20 

48.5 

1.0 

SINK  DRINKING  FOUNTAIN 

205 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^analysis^n drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YICK  WO  ES 


Micro  Log  In    4  7  72  9 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/25/97 


Defection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

21 

Micro 

47729-21 

26.9 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

Client 

22 

Micro 

47729-22 

13.2 

1.0 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

Client 

23 

Micro 

SPIKED 

47729-23 

47.5 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leacTarratysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  nil,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 
San  Francisco,  CA  94124 


Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8A 

Micro 

49293-01 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

7  O 
I.e. 

1.0 

Client 

8B 

Micro 

49293-02 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

3.2 

Client 

8C 

Micro 

49293-03 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

7.3 

Client 

BLANK 

Micro 

BLANK 

49293-04 

<  1.0 

1.0 

Client 

1  A 

Micro 

49293-05 

1.0 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

5.7 

Technical  Supervisor:    ^ ■  ^  ^t~~^  ^10/13/97  Analyst:   

:a^eh>M.S. 


Farid  R^mez^nzal 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forleac:  analysisTrfdrinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  93 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  B 

5.0 

1.0 

Micro  49293-06 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

Client 

1  C 

1  5.8 

1.0 

Micro  49293-07 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 

Client 

2A 

1 .3 

1.0 

Micro  49293-08 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

Client 

2B 

1 .3 

1.0 

Micro  49293-09 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

Client 

2C 

4.9 

1.0 

Micro  49293-10 

SINK  DRINKING  FOUNTAIN 
103 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead*  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    4  9  293 

3FUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/ 9 7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
HALL 
FIRST  C 

7A 

49293-1 1 
MG  FOUNTAIN 

)RAW 

7.6 

1.0 

Client 
Micro 

DRINKI 
HALL 
FIRST  C 

7B 

49293-12 
1G  FOUNTAIN 

)RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
HALL 
FIRST  [ 

7C 

49293-13 
1G  FOUNTAIN 

)RAW 

7.8 

1.0 

Client 
Micro 

SINK  Dl 
201 

FIRST  C 

14A 

49293-14 
LINKING  FOUNTAIN 

)RAW 

3.8 

1.0 

Client 
Micro 

SINK  D 
201 

RRST  [ 

14B 

49293-15 
LINKING  FOUNTAIN 

)RAW 

3.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le~ad-analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA    94124  Date  Received  1 0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

14C 

10.6 

1.0 

Micro  49293-16 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 

Client 

15A 

3.7 

1.0 

Micro  49293-17 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

15B 

2.9 

1.0 

Micro  49293-18 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

15C 

5.5 

1.0 

Micro  49293-19 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

Client 

16A 

3.8 

1.0 

Micro  49293-20 

SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedTof-fe'ad  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  Francisco,  CA  94124  _  .  _    .    .  <nlo,„, 

Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
209 

CI  dot  r 

16B 

49293-21 
LINKING  FOUNTAIN 

•RAW 

6.0 

1.0 

Client 
Micro 

SINK  Dl 
209 

FIRST  I 

16C 

49293-22 
LINKING  FOUNTAIN 

•RAW 

6.4 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  I 

17A 

49293-23 
LINKING  FOUNTAIN 

>RAW 

3.8 

1.0 

Client 
Micro 

SINK  Dl 
208 

FIRST  [ 

17B 

49293-24 
LINKING  FOUNTAIN 

>RAW 

4.6 

1.0 

Client 
Micro 

SINK  Dl 
208 

FIRST  r. 

17C 

49293-25 
LINKING  FOUNTAIN 

•RAW 

10.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foY-Wd  anatysiiSn  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    49  2  93 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

18A 

3.3 

1.0 

Micro  49293-26 

SINK  DRINKING  FOUNTAIN 

207 

FIRST  DRAW 

Client 

18B 

3.9 

1.0 

Micro  49293-27 

SINK  DRINKING  FOUNTAIN 

207 

FIRST  DRAW 

Client 

18C 

12.6 

1.0 

Micro  49293-28 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

Client 

19A 

3.5 

1.0 

Micro  49293-29 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

1  9B 

3.3 

1.0 

Micro  49293-30 

SINK  DRINKING  FOUNTAIN 
205 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ramexanzaaeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ie^Tatialysis_m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

3FUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YICK  WO  ES 


Micro  Log  In    4  9  2  9  3 
Total  Samples  44 
Date  Sampled   10/5/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

19C 

Micro 

49293-31 

17.8 

1.0 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

20A 

Micro 

49293-32 

1.0 

SINK  DRINKING  FOUNTAIN 
205 

FIRST  DRAW 

5.1 

Client 

20B 

Micro 

49293-33 

1.0 

SINK  DRINKING  FOUNTAIN 
205 

FIRST  DRAW 

4.3 

Client 

20C 

Micro 

49293-34 

17.2 

1.0 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

Client 

21  A 

Micro 

49293-35 

1.0 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

4.4 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lelnranaly^sji£)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA    94124  Date  Received  1 0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

21B 

3.7 

1.0 

Micro  49293-36 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

Client 

21C 

11.7 

1.0 

Micro  49293-37 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 

Client 

22A 

3.7 

1.0 

Micro  49293-38 

SINK  DRINKING  FOUNTAIN 

203 

FIRST  DRAW 

Client 

22B 

3.7 

1.0 

Micro  49293-39 

SINK  DRINKING  FOUNTAIN 
200 

FIRST  DRAW 

Client 

22C 

5.5 

1.0 

Micro  49293-40 

SINK  DRINKING  FOUNTAIN 

200 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inUTthking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled 

San  Francisco,  CA  94124  r, .  D  • 

'  Date  Received  10/13/97 

Date  Analyzed  10/8/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SPIKE 

49293-41 

21.1 

1.0 

Client 
Micro 

SPIKE 

49293-42 

21.0 

1.0 

Client 
Micro 

SPIKE 

49293-43 

21.7 

1.0 

Client 
Micro 

SPIKE 

49293-44 

21.0 

1.0 

Technical  Supervisor: 


0/1 


3/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfafle.lysta-in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


1 


I 

I 

I 


AUG.  29.  1  99 7  4:45PM 

fk\  Sequoia 
-  Analytical 


NO.  5401     P.  9/38 


680  Che»peakc  Drive  Redwood  City,  CA  94063 
404  N.  Wigel  Lane  Walnut  Creek,  CA  9459B 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  9BB-9673 
FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Attention:     Bruce  Giannini 

'llltaKifflHHIHIi.™!!^^ 


Qlent  Pro).  ID:  Yoey 
Lab  Proj.  ID:  9708D05 


Sampled:  08/24/97  g 
Received:  08/25/97  l 
Analyzed:  see  below  1 

B 

Reported:  08/28/97  I 

   riiiiinnjaajian   


LABORATORY  ANALYSIS 

lAnalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

i  Lab  No:  9708D05-01 
Sample  Desc  :  UQUID/Yoey  Blank 

Lead 

mg/L 

OB/28/97 

0.0050 

N.D. 

!  Lab  No:  9708D05-02 
Sample  Desc :  UOUID.Yoey  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D05-03 

Sample  Desc  :  LIQUID, Yoey  1  Duplicate 

Lead 


mg/L 


08/28/97 


0  0050 


N.D.  £ 


lalytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


heBa  Rynn 
roject  Manager 


Papo: 


08/29/97  17:44 


TX/RX  NO. 9320  P. 009 


I 


997  11:16AM 


fk\  Sequoia 
^  Analytical 


HO.  6003     F.  4/8 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wie«  Lane  Walnut  Crtrk,  CA  9459B 

B 1 9  Striker  /Wenue.  5tiirc  8    Sacramento,  CA  93834 


(650)  364-9600 
(510)  988-9600 
(9 1 6)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-967} 
FAX  (916)  921-0100 


TlSuillllllllllll'  "" 

SFUSD 


1551  iNewcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Attention. 


Bruce  Giannini 


..:  .  »!!:"i:a:.,.|.-,,;,;;.,r    .::.,"„    ;  .;•'•!:  !i:wn          —-=—=— =='!"sii'iimii!i'. ;        •'.  ~2  =::^:--i 

.  •  .  •.i.uiiiiiranr.i'^^ :~  ;»=_:•.:.==..'!  iiiui  ,  :-;:?!!ii«iiiiiiii:iiii6=r===5===siiv:!!::iiiiiuln!i,    ...   --twivdv- — 


Client  Proj.  ID:  Youth  for  Service 
Lab  Proj.  ID;  9710G08 

"!i!lllillll„.,  ••    •  ■•  .•Illli,!!;: 


Sampled:  10/29/97  * 
Received:  10/29/97 
Analyzed:  see  below 

1 

Reported:  11/03/97 

ga;^^^nr|jife^r=-"-"H:::!!aillllllb 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710608^01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

10/31/97 

0.0050 

0.026 

LablNlo:  9710G08-02 
Sample  Desc :  LIQUID,? 

|  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No;  9710G08-03 
Samrjle  Desc :  LIQUID,? 


Lead  mg/L  10/31/97  0.0050  N.D. 


Lab  No:  9710G08-04 
Sample  Desc  :  LIQUID.4 

i 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.0054 

Lab  No:  9710G08-05 
Sarnie  Desc :  LIQUID,5 

;  Lead 

mg/L 

10/31/97 

0.0050 

0.0061 

LabNb;  9710G08-06 
Sample  Desc :  LIQUIDS 

Lead 

mg/L 

10/31/97 

0.0050 

0.0075 

Lab  No:  971DGQ8-Q7 
Sample  Desc :  LIQUID.7 

i 

|  Lead 

mg/L 

10/31/97 

0.0050 

0.0052 

lalytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detertion, 


EQUOIA  ANALYTICAL  -  ELAP#i2io 


11/03/97     10:14         TX/RX  NO. 0681  P. 004  | 


NOV.  3.  199?  11:16AM 


NO.  8003    F.  5/8 


luoia 


Analytical 


680  Chesapeake  Drive  Redwood  City;  CA  94063       (650)964-9600  FAX  (650)  364.9233 

404     Wlget  Line  Walnut  Creek.  CA  94598       (510)988-9600         FAX  (510)  988  9673 

819  Su-lkcr  Avenue.  Suite  6     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  911-0100 


g SFUSD 
1 155-i  Newcornb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

Is  Attention;      Bruce  Giannini 

-~~    I  imiUL-iSf-r  - »  =«:r- ■?(! lit lii£li=.  =    _..  i  ..     M  " 

■  -  ■  ri  1 1 1 M  ■  -  ■  .  ^ .  t  :--  I."!.-"  r-  i-:i'SSfJ  «,,iKi 


Client  Proj-  ID:  Youth  "for  Service 
Lab  Proj.  ID:  9710G08 


:-?.-s:'ii:i'.:i.  '  :: : :  :    •  nil  i   iliiil  !cl:;l=..:sl:-iii|!|.'  --~:=: 

Sampled:  10/29/97  1 
Received:  10/29/97  ill 
Analyzed:  see  below  ijj 

in 

Reported.  11/03797  I 


Reported.  11/03/ 

"ii  -       Spits  .-H:-.::.ii;|:!.;r 


LABORATORY  ANALYSIS 


Analyte 

i 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710G06-08 
Sample  Desc :  LIQUID,8 

i           L  pad 

"  My/  — 

10/31 /97 

0  0050 

V'VVvV 

o  nrtfift 

Lab  ivjo:  9710G0809 
Sample  Desc  :  LIQUID, 9 

I  par] 

U-UUOU 

w  n 

IN  .U, 

Lab  No:  9710G08-10 
Sample  Desc  LIQUID,9-Dupl!cate 

Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:  9710G08-11 
Sample  Desc  :  LIQUID.10 

i 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.0O77 

Lab  No:  9710G08-12 
Sample  Desc  :  LIQUID,  11 

|  Lead 

mg/L 

10/31/97 

0.0050 

0.023 

Lab  No:  9710G08-13 
Sample  Desc  :  LIQUID,  11-Duplicate 

I  Lead 

mg/L 

10/31/97 

o.ooso 

0.021 

LabNb:  971DG08-14 
Sampfe  Desc :  UQUID,12-Blank 

i  Lead 

mg/L 

10/31/9? 

0.0050 

N.D. 

Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQublA  ANALYTICAL  ELAP#i2io 


Sheila  F|ynn 
Project  Manager 


11/03/97    10:14         TX/RX  NO. 0681  P. 005 


DEC.  17.  199V  Q:40AM 


NO.  9838     F.  9/10 


X^^V  C^*-!  11 /via  680  Chesapeake  Drive  fledwood  City,  CA  SM063       (6SO)  364.9600  FAX  (650)  361-9233 

t   A    \        OCV^UUla  404  N.  Wlget  Lane  Walnut  Oeek,  CA  9459S       {510)998-9600         FAX  (510)  988-9673 


Analytical 


S 19  Striker  Avenue,  Suite  B    Swimemo.  CA  9S834         (916)  921-9600         FAX  (916)  97  J -0100 


^^iMIIIIIIIIIIllWE 


■:  iiaiiiim  i.r 


! SFUSD 

1551  Newcomb  Ave..  Rm.  103 
San  Francisco,  CA  94124 


.  Attention:      Bruce  Giannini 

3aj*M  ir  r  : : -v:  <«i»  iliililii'l-;°'====; 


o-:=.ij.-iai:iij!iwi;ii8 


u  -  r.r.lllllllllllll!!!! 


CI  lent  Proj.  ID:  Youth  for  Service 
LabProj.  ID:  9712590 


i=!.45IBir.Ull'H  ii!l'i»:!lt'"!"" 


:  n.i.iii::::;!: 


Sampled:  12/10/97  % 
Received:  12/10/97  g 
Analyzed:  see  below  | 


=£saimtiUii|i|iiiiiiM 


LABORATORY  ANALYSIS 


Analyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712590-01 

Sample  Desc  :  LIQUID, Youth  for  Service  3-1 

Lead  mg/L 

12/16/97 

0.0050 

0.026 

Lab  No:  9712590-02 

Sample  Desc  :  UQUID,Youth  for  Service  3-2 

Lead  mg/L 

12/16/97 

0.0050 

0.025 

Lab  No:  9712590-03 

Sample  Desc  :  LlQUlD,Youth  for  Service  3-3 

'            Lead  mg/L 

12/16/97 

0.0050 

0.029 

Lab  No:  9712590-04 

Sample  Desc  :  LIQUID, Youth  for  Service  3-3  dup 

Lead  mg/L 

12/16/97 

0.0050 

0.029 

Lab  No:  9712590-05 

Sample  Desc  :  LlQUID.Youth  for  Service  Blank 

Lead  mg/L 

12/16/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection, 
SEQUOIA  ANALYTICAL  ELAP#1210 


Paflr 


12/17/97    09:38         TX/RX  NO. 1451  P. 009 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
01551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YOUTH  GUIDANCE 
CENTER 


Micro  Log  In    5  0  8  91 
Total  Samples  2  0 
Date  Sampled   11/22/9  7 
Date  Received  11/22/97 
Date  Analyzed  1  1/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

50891-01 

1.0 

DRINKING  FOUNTAIN 
KITCHEN  AREA  -  RU  -  HALL 
INITIAL 

1 .6 

Client 

2 

Micro  50891-02 

SINK  FAUCET 

KITCHEN  AREA  -  RU  -  HALL 
INITIAL 

<     1 .0 

1.0 

Client 

3 

Micro 

50891-03 

1.0 

DRINKING  FOUNTAIN 

LOBBY  AREA  -  G2  /  COED  HALL 

INITIAL 

<     1 .0 

Client 

4 

Micro 

50891-04 

<     1 .0 

1.0 

DRINKING  FOUNTAIN 
LOBBY  AREA  G2  /  COED  HALL 
INITIAL 

Client 

5 

Micro  50891-05 

SINK  FAUCET 

KITCHEN  AREA  •  G2  /  COED  HALL 
INITIAL 

1 .8 

1.0 

Technical  Supervisor: 


1/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d-anafysfeSa.dilnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorplion  Speclrometry  m 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0  891 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  YOUTH  GUIDANCE  DateSampied  11/22/97 

San  FranciSCO,  CA    94124  CENTER  Date  Received  1 1 /2 2/9  7 

Date  Analyzed  1  1/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

<      1 .0 

1.0 

Micro  50891-06 

DRINKING  FOUNTAIN 
B-1  /  G1  -  LOBBY  AREA 
INITIAL 

Client 

7 

<      1  .0 

1.0 

Micro  50891-07 

DRINKING  FOUNTAIN 
B-1/G1  -  LOBBY  AREA 
INITIAL 

Client 

8 

1 .3 

1.0 

Micro  50891-08 

SINK  FAUCET 

B-1  /  G1  KITCHEN  AREA 

INITIAL 

Client 

9 

2.1 

1.0 

Micro  50891-09 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

Client 

1  0 

<  1.0 

1.0 

Micro  50891-10 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

Technical  Supervisor: 


-1-2/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo>MeaiLflnaJysis-ifl-df,inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains'only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

IFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
;an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YOUTH  GUIDANCE 
CENTER 


Micro  Log  In    5  0  8  91 
Total  Samples  2  0 
Date  Sampled   11/2  2/9  7 
Date  Received  11/22/97 
Date  Analyzed  1  1/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  50891-11 

SINK  FAUCET 
B-2  KITCHEN 
INITIAL 

2.4 

1.0 

Client 

1  2 

Micro  50891-12 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

1.1 

1.0 

Client 

1  3 

Micro  50891-13 

DRINKING  FOUNTAIN 
B-3  LOBBY  AREA 
INITIAL 

"<     1 . 0 

1.0 

Client 

1  4 

Micro  50891-14 

SINK  FAUCET  - 
B-3  KITCHEN 
INITIAL 

2.0 

1.0 

Client 

1  5 

Micro  50891-15 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for^tead.aiiafysis  in  drinWng  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0891 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  YOUTH  GUIDANCE  DateSampied  11/22/97 

San  FranciSCO,  CA    94124  CENTER  Date  Received  1 1 /2 2/9 7 

Date  Analyzed  1  1/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

<       1  .0 

1.0 

Micro  50891-16 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

Client 

1  7 

1.6 

1.0 

Micro  50891-17 

SINK  FAUCET 
B-4  KITCHEN 
INITIAL 

Client 

1  8 

1 .4 

1.0 

Micro  50891-18 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

Client 

1  9 

<      1 .0 

1.0 

Micro  50891-19 

SINK  FAUCET 
B-5  LOBBY  AREA 
INITIAL 

Client 

20 

1 .2 

1.0 

Micro  50891-20 

SINK  FAUCET 
KITCHEN  B-5 
INITIAL 

Technical  Supervisor:  ^ .  &#<-~y?—-yJ^ 11/25/97         Analyst:   !1  

Farid  Ram^zanz&dejh,  MTs>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^nalysi^tadrinkin^swater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037/T5ampJtes--afe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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